
This is a digital copy of a book that was preserved for generations on library shelves before it was carefully scanned by Google as part of a project 
to make the world's books discoverable online. 

It has survived long enough for the copyright to expire and the book to enter the public domain. A public domain book is one that was never subject 
to copyright or whose legal copyright term has expired. Whether a book is in the public domain may vary country to country. Public domain books 
are our gateways to the past, representing a wealth of history, culture and knowledge that's often difficult to discover. 

Marks, notations and other marginalia present in the original volume will appear in this file - a reminder of this book's long journey from the 
publisher to a library and finally to you. 

Usage guidelines 

Google is proud to partner with libraries to digitize public domain materials and make them widely accessible. Public domain books belong to the 
public and we are merely their custodians. Nevertheless, this work is expensive, so in order to keep providing this resource, we have taken steps to 
prevent abuse by commercial parties, including placing technical restrictions on automated querying. 

We also ask that you: 

+ Make non-commercial use of the files We designed Google Book Search for use by individuals, and we request that you use these files for 
personal, non-commercial purposes. 

+ Refrain from automated querying Do not send automated queries of any sort to Google's system: If you are conducting research on machine 
translation, optical character recognition or other areas where access to a large amount of text is helpful, please contact us. We encourage the 
use of public domain materials for these purposes and may be able to help. 

+ Maintain attribution The Google "watermark" you see on each file is essential for informing people about this project and helping them find 
additional materials through Google Book Search. Please do not remove it. 

+ Keep it legal Whatever your use, remember that you are responsible for ensuring that what you are doing is legal. Do not assume that just 
because we believe a book is in the public domain for users in the United States, that the work is also in the public domain for users in other 
countries. Whether a book is still in copyright varies from country to country, and we can't offer guidance on whether any specific use of 
any specific book is allowed. Please do not assume that a book's appearance in Google Book Search means it can be used in any manner 
anywhere in the world. Copyright infringement liability can be quite severe. 

About Google Book Search 

Google's mission is to organize the world's information and to make it universally accessible and useful. Google Book Search helps readers 
discover the world's books while helping authors and publishers reach new audiences. You can search through the full text of this book on the web 



at |http : //books . google . com/ 



I 



r 



WORKS OF PROF. H. W. SP ANGLER 

PUBLISHED BY 

JOHN WILEY & SONS. 



Valve-Qears. 

Desigfned as a Text-book giving those parts of the 
Theory of^ Valve-gears necessary to a clear under- 
standing of the subject. 8vo, xii + 179 pages, 109 
figures, cloth, $2.50. 

Notes on Thermodynamics. 

The Derivation of the Fundamental Principles of 
Thermodynamics and their Application to Numer- 
ical Problems. i2mo, vi + 69 pages, 24 figures, 
cloth, $1.00. 

Elements of 5team Engineering. 

By H. W. Spangler, Whitney Professor of Dynam- 
ical Engineering in the University of Pennsylvania, 
Arthur M. Gre£nf, Jr., Professor of Mechanical 
Engineering in the University of Missouri, and S. M. 
Marshall, B.S, in E.E. 8vo, v -f 275 pages, 273 
figures, cloth, $3.00. 



ELEMENTS 



OF 



STEAM ENGINEERING. 



H. W. SPANGLER, 

Wkitngy Pro/euor 0/ Dynamical Eniinttring in the University 0/ Pennsylvania^ 

ARTHUR M. GREENE, Jr.. 

Professor 0/ Mechanical Engineering in the University 0/ Missouri^ 
AND 

S. M. MARSHALL, B.S.. in E.E. 



FIRST EDITION. 
FIRST THOUSAND. 



NEW YORK : 

JOHN WILEY & SONS. 

London: CHAPMAN & HALL, Limited. 

1903. 



Copyright, 1903, 

BY 

H. W. SPANGLER, 
A. M. GREENE, Jr., 

AND 

S. M. MARSHALL. 



ROBERT DRITMMOND, PRINTFR, NEW YORK. 



Al/^ 5^1903 -^^ 4 ^ ^2-^ 



PREFACE. 



This book is intended to bring before the beginner ex- 
amples of the various forms of steam apparatus used in modern 
steam-power plants, to explain simply and briefly the con- 
struction, use, and reasons for using these various parts or 
machines, and to give him a working vocabulary in this branch 
of engineering. The book is prepared, primarily, for first- 
year students in engineering schools, but it is hoped that it 
may be of use to the general reader and to the great number 
of young men in the manual-training schools and institutes 
throughout the country. 

The work contains little theoretic matter, as, in most cases, 
these portions are taken in the latter part of a student's course, 
and after he has become familiar with many machines. In 
the early part of his course, however, he should be taught the 
uses of the various machines he finds about him. 

In preparing the work, English and American works on 
the steam-engine and the technical papers have been freely 
consulted, though, in most cases, the drawings have been made 
from the actual machines, or from blue prints supplied by the 
builder. The authors are indebted to the manufacturers and 
engineers who have kindly furnished drawings and data and 
wish to express their appreciation and thanks. 

The Authors. 

January 6, 1903. 
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CHAPTER I. 
BOILERS. 



The common method of utilizing, for commercial purposes, 
the heat in coal and other fuels is by the use of the steam-boiler 
and engine. In the boiler, water receives the heat of the fuel 
and is converted into steam. From the boiler, the steam is 
conveyed to the engine, where its energy is expended in driving 
a moving part so that some desired effect may be produced ; 
as, for instance, turning the propeller-shaft of a steam-vessel, 
driving the wheels of a locomotive, the plunger of a pump, 
the armature of a dynamo, or the line-^haft of a manufactur- 
ing establishment. In any case, the heat energy is so trans- 
formed that it may be usefully applied. 

Fuels* — The fuels in use for generating steam are coal, 
lignite, peat, wood, oil, coke, bagasse, and gas. Coal con- 
tains volatile hydrocarbons, which may be driven off by heat 
leaving COke, which is carbon in a porous state mixed with a 
small quantity of mineral matter. The carbon of the coke is 
termed the fixed carbon of the coal and the mineral matter is 
the ash. As the relative amounts of volatile matter and fixed 
carbon vary, so does the value of the coal, as is shown below. 

Anthracite coal contains the lowest amount of volatile mat- 
ter, there being from two to seven per cent in the anthracites 
of Pennsylvania.* This coal is hard, compact, and lustrous. 

* The Calorific Power of Fuels, by Poole. 
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It burns with a short flame and, practically, no smoke. It 
usually contains more ash than other coals, and is apt to break 
into small pieces when heated. Some anthracites leave a hard, 
lumpy, mineral residue called clinker, while other varieties 
leave a soft ash. The ash in this coal varies from five to seven- 
teen per cent, averaging ^bout eleven per cent. 

Bituminous coal contains from twenty-five to forty per cent 
of volatile hydrocarbons and from two to fourteen per cent 
ash, with an average of about six per cent. Some coals of this 
class have a very high ash content, but this is quite exceptional 
with American coals. It burns, usually, with a long flame 
and a strong tendency to smoke. Certain kinds soften on 
heating and flow into one large mass, which, if a strong fire is 
desired, must be broken up by means of a long, heavy, bar 
termed a slice-bax. Such action in a coal is called caking^ and 
the coals which exhibit it, caking bituminous coals, thus dis- 
tinguishing them from the non-caking coals. The amount of 
volatile matter in bituminous coal gives us another classifica- 
tion—the long-flaming and the short-flaming coal. The 
former contains a larger percentage of volatile matter, and, as 
the air supply is insufficient to completely burn these gases at 
the surface of the coal, a long flame results. When this coal is 
first fired the volatile matter is driven off and, if heated air is 
properly supplied, the combustion takes place without much 
smoke. If, however, these gases are cooled before complete 
combustion occurs, a dense black smoke results. The resi- 
due, after the volatile matter is removed, is a porous coke, 
which burns very readily, giving an intense fire. 

Between the bituminous and the anthracite coals occur two 
classes— the semi-bituminous and the semi-anthracite coal, 
which partake of some of the properties of the coals above 
mentioned. 

Lignite, or brown coal, is high in volatile matter, moisture, 
and ash. It is coal in the process of formation and, though of 
lower heating value than anthracite or bituminous coal, is still 
of some worth in certain localities for fuel. 
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Peat. — In portions of Europe and Canada there are large 
deposits of vegetable debris called peat, which, although con- 
taining much water and some earthy matter, can, by treat- 
ment, be rendered available for fuel. It is of value in these 
localities because of the cost of other fuels. The deposits in 
the United States and Gang^da have .not , been \v<^ked to any 
extent because of the cost of preparation. The composition of 
• peat after drying is practically the same as wood. 

Wood. — Wood is used as fuel for steam generation in local- 
ities remote from the coal-fields, or where it is a waste product 
from a manufacturing process. It gives an intense fire and a 
small amount of light ash, with rather dense smoke. Its heat- 
ing value is from forty to eighty per cent that of coal. 

Oil, — Petroleum and petroleum waste are used extensively 
in Russia for fuel, and are being used to some extent in the 
western part of the United States. Oil is easy to apply and 
regulate, the firing is continuous and cleaner than with coal, 
and the heating value is high. It is, however, too costly for 
ordinary use in the eastern part of the United States because of 
the nature of the natural oil obtained. In Russia the oil is so 
different in character that its commercial use for fuel is possible. 

Gas. — Natural gas has been used extensively as a fuel, but 
owing to the failure of the supply its use under boilers is 
diminishing. 

Producer Gas. — In some localities poor coal is burned in 
an apparatus called a producer in such a way that the result of 
this incomplete combustion is a mixture of carbon monoxide, 
volatile hydrocarbons, hydrogen, and nitrogen. This gas, 
called producer-gas, has a lower heating power than natural or 
illuminating gas, but is of great value because poor fuels may 
be utilized. 

Coke, Bagasse. — The by-products or refuse of many manu- 
facturing processes are used as fuels. Coke from gas-retorts, 
crushed sugar-cane (bagasse) from the sugar-mill, sawdust 
from sawmills, and the waste gases from the blast-furnace are 
all used as fuels with success. 
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The following table gives the average heating value of fuels, 
the values being compiled from the works of Kent, Poole, and 
others : 

HEATING VALUES OF FUEL. 
Fuel. British Thermal Units per Pound. 

Anthracite coal 14,600 

Semi-anthracite coal. ....... 1^,700 

Semi-bituminous coal IS>500 

Bituminous coal 14,400 

Lignite 1 1,000 

Peat 9,000 

Wood (yellow pine) 9»i53 

Wood (ash) 8,480 

Wood (oak) 8,316 

Oil 19,000 

Coke I4»300 

Bagasse . 3,000 

Natural gas 1,000 \ per cu. ft. at 

Illuminating-gas, 600 V atmospheric 

Producer-gas 150 ) pressure. 

Steam. — If heat be added to cold water its temperature 
rises, until, if the water be in a vessel open to the atmosphere, 
it reaches a temperature of 212 degrees Fahrenheit. After 
this temperature has been reached, the continued addition of 
heat causes no further rise in temperature, but steam will issue 
from the vessel. The water has been changed to a vapor 
occupying, at atmospheric pressure, about sixteen hundred 
times the volume of the water from which it was formed. This 
change is produced by the heat which has been added to the 
water, and which has been spent in separating the particles of 
water, transforming the liquid into a vapor. This vapor is 
similar to a gas, exerting on any vessel in which it is con- 
tained an expansive force. Should the water be placed in a 
closed vessel, it would begin to boil at 2 12 degrees Fahrenheit, 
but the steam first formed would be compressed as more is 
generated. This action raises the pressure in the vessel, and, at 
the same time, the temperature of the water and of the vapor 
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rises, so that when enough water has been evaporated to make 
the pressure one hundred pounds per square inch, the temper- 
ature is 337 degrees Fahrenheit. If the attempt is made to 
heat water in a partial vacuum, it boils at a temperature much 
lower than 212 degrees Fahrenheit. It is a lact that a 
definite temperature corresponds to each pressure. The law 
relating to these has beeji determined experimentally, and 
tables constructed giving the corresponding values of pressure 
and temperature. 

The heat produced by burning fuels- is applied to the water 
contained in a vessel called a boiler, and, after raising the tem- 
perature of the water to that corresponding to the boiling-point 
for the existing pressure, this heat begins to change the water 
into steam. If this steam is formed as fast as it is allowed to 
leave the vessel the pressure within remains constant. Should 
a greater quantity be generated the pressure will rise, and with 
it the temperature of the water, while if too much steam is 
allowed to escape the pressure will fall. In the latter case a 
more intense fire must be maintained to evaporate a larger 
quantity of water and thus maintain the pressure. As the 
pressure on the steam becomes greater, the steam weighs more 
per cubic foot. 

Sailers. — The earliest boilers used were of various 
shapes, but, as higher pressures were employed, it became 
necessary for structural reasons to use a cylindrical shape for 
the main portion or shell. If the ends of the cylinder, termed 
the heads of the boiler, were made as segments of spheres, the 
complete boiler could be made without any braces being re- 
quired to maintain its shape, since, in this case, the internal 
pressure has no tendency to distort the shell or heads. This 
shell of iron containing water was supported on brick walls 
and a fire was built under one end, the heated products of com- 
bustion passing along and around the shell to the other end 
and thence to a chimney. Fig. i shows this form of boiler, 
(plain cylindrical, externally fired). The shell S, with the 
dished or spherical heads II, contains water to the level L. 
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This water is introduced through the feed-pipe F, and, on 
being made into steam, leaves by the steam-nozzle N. At V 
is the safety-valve, a valve which opens when the pressure 
rises above a certain point, allowing ,the excess of steam to 
escape. To remove the water from the boiler the blow-off 
cock B, located at the bottom, is opened. The fire is made on 
the grate G, and the products of combustion pass to the back 
of the boiler, then forward on one side, and, crossing over at the 
front, return on the other side to the back. The principal de- 
fect of this form of boiler was that it hafl a small amount ot sur- 




FlG. I.— Plain Cylindrical Boiler. 

face exposed to the heat, called heating-surface, and it 
required a large floor space for a given power. To remedy 
this, a large flue was introduced through the cylinder, and the 
grate, on which the fire was built, was placed within it. The 
gases then passed through the flue and thence around the boiler 
to the chimney. Later, two flues were introduced and, finally, 
the heating surface of these was increased by the introduction 
of cross tubes, known as Galloway tubes. 

Galloway Boiler. (internally fired, flue.) — This 
boiler consists of a cylindrical shell made of steel, which has a 
flue A (Figs. 2, 4) passing from the back head to a sheet near 
the front of the boiler. To this sheet are attached two fur- 
naces BB, which may be seen in Figs. 2, 4. These fur- 
naces are attached to the front head of the boiler. The fire is 
built on the grate C in the furnaces. It receives the neces- 
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sary air through the grate from the ash-pit D and through 
small holes in the furnace door E (Figs. 2, 3). As the coal 
burns, the gases pass over the bridge wall F, through the flue 
to the back of the boiler, thence around the sjiell, and past the 
damper G into the chimney-flue. A damper is used on all 
boilers to regulate the amount of coal burned, as, by closing 
it, the draught is diminished and the fuel consumption de- 




FiG. 2. — Galloway Boiler. 



creased. The bridge F serves to mix the air and the com- 
bustible gases, thus making combustion more perfect, as well 
as forming a back for the fire-box. 

The water is carried above the top of the flues to the level 
H, surrounding the various heated portions and entering the 
Galloway tubes J. It is introduced through a feed-pipe K 
which enters the boiler through a casting L to which the safety 
valves MM are attached. The steam formed is collected in 
the large dry pipe N, which is closed at the ends and contains 
a number of slots in its upper surface. The steam, not having 
a straight path from the surface of the water, and, moreover, 
having a large distributed area through which to enter, will 
have such a low velocity that there will be little water carried 
into the steam line. From the dry pipe the steam passes 
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through the stop-valve O to the steam line. To remove the 
scum which may form on the surface of the water, a pipe, 
called a surface blow, similar to the feed, is attached on the 
other side of the safety-valve outlet. This is controlled by 
the valve P, Fig. 3, the feed being controlled by Q. When 




Fig. 3 — GaUoway Boiler Setting. 

It is desired to remove the scum from the boiler, P is opened 
and the steam pressure forces the scum out through the pipe. 
To clean the boiler entirely, another blow-off called the bot- 
tom blow is placed at the bottom at R. After removing the 
water, the boiler may be entered by either of the manholes S 
or T. 

To prevent the main flue from collapsing, to increase the 
heating surface, and to aid circulation the Galloway tubes are 
introduced. These are conical tubes, formed as shown in 




Fi<;. 4. — Fiue of Oallowny Boiler. 



( To fact' pas^t' 8. ) 
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Figs. 4, 5, with flanges at each end. They are introduced 
from the upper side of the flue and riveted before the flue 
is put in place. The side of the flue 
is stiffened by corrugations, as shown 
in Fig. 4. This figure shows the ar- 
rangement of Galloway tubes, which 
are so placed that the gases have not 
a straight path, the corrugations serving 
the same purpose. The flues are said 
to be staggered when arranged as 
shown in this figure. ■ The furnaces 
are stayed by being flanged at short 
intervals, the one in Fig. 2 being 
shown with flanges and ring at the ^""^ S—Galloway Tube, 
center of its length. To prevent the head sheets from bulging 
out from the steam pressure they are stiffened by means of 
gusset stays U. These consist of plates riveted to angle 
irons which are attached to the shell and head. 

The circulation of water in the Galloway boiler is upward 
from the furnaces and through the Galloway tubes, and down- 
ward at the sides. The hot gases pass underneath and, by 
heating the water at the bottom, aid in the circulation. The 
boiler is supported at the front by brick masonry, the back being 
carried on an expansion rocker V which allows the boiler to 
contract and expand. The brick setting is entirely free except 
at the front, so that there is no danger of injuring the setting 
as the boiler changes length. Behind the expansion rocker is 
built a safety pier W which is so near the shell that, in case 
the rocker breaks, the weight of the boiler will be carried by 
the pier without damage to the shell. 

On the front of this boiler are the steam- and water-gauges 
X and Y, which show the steam pressure and the water-level. 

Beturn Tubular Boiler (externally fired, tubular). 
— Another method of increasing the heating-surface of a plain 
cylindrical boiler is by adding a number of tubes through which 
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the gases, after passing along the bottom of the shell to the 
back, return to the front. This gives the return tubular boiler 
shown in Fig. 6. It is a fire-tube or tubular boiler in contra- 
distinction to the water-tube or tubulous boiler. It consists 
of a shell containing a number of tubes extending from the 
front tube-sheet A to the back tube-sheet B. The products 
of combustion leaving the furnace above the grate pass over 
the bridge wall into the combustion chamber C, and thence 
through the tubes to the uptake D, entering the flue E. The 
damper G in the uptake serves to regulate the amount of fuel 
consumed. 

Water enters through the feed-pipe H, the check-yalye I, 
and the regulating-valve K. A check-value, which allows a 
passage in one direction only, should be placed in the feed 
line where it enters the boiler, to prevent a discharge should 
the pressure in the feed line fall below that in the boiler. The 
water, which is carried to the level L, is distributed by the pipe 
H at the back of the boiler and, falling to the bottom, aids the 
circulation, which is upward at the front and downward at the 
back. The steam is taken off at the stop- valve M, near the 
back of the boiler. The safety-valve is located at N. The 
surface blow O is controlled by the valve P at the front of the 
boiler and at the back of the boiler is the bottom blow Q. 
This is located so that it will drain the boiler and is incased 
in firebrick to prevent the pipe burning out. The blow-off 
pipe Q usually contains a cock R, and sometimes a special 
valve S is added. The valve S is a special valve of such a 
form that there is little danger of scale collecting under the 
valve disc. 

For cleaning, the boiler may be entered at either of the 
manholes TT, and the scale and other deposits removed from 
the shell or tubes. Most water contains mineral impurities and 
these may be precipitated from the water on boiling, so that, if 
not removed, they will form deposits in the boiler which may 
lead to disastrous results. Some of these deposits are soft and 
may be removed by blowing oflf an amount of water each day. 
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while others form hard coatings, called scalCi which can only 
be removed by scaling tools. 

The steam pressure, which tends to force out the heads of 
the boiler, is resisted by the tubes U, the through stays V, 
and the diagonal stays W. 

The boiler is supported by brackets X resting on the brick- 
work, the back brackets being free to move as the boiler ex- 
pands. The brickwork is entirely free from the boiler, so 
that there is no danger of cracks being formed from the ex- 
pansion of the shell. To allow for expansion, a joint is made 
with the setting at the back of the boiler by an iron Z bar 
dipping into a trough of sand, as shown at Z. 

The furnace and ash-pit doors, as well as the large door 
used for cleaning the tubes (front connection^ or uptake door), 
are shown in Fig. 6. This figure shows the water-column and 
steam-gauge. The tubes in this boiler are generally arranged 
in vertical rows and often with a wider space between the 
central rows. The setting of the boiler is made of brick 
masonry and is lined with fire-brick where it is subject to the 
direct action of the hot gases. To prevent loss of heat by 
radiation, the walls are often made double with an air space 
between, as shown in the back wall, Fig. 6. 

Vertical Boiler (internally fired, tubular).— A type 
of boiler often employed for temporary work, or in places 
where floor space is limited, or where a self-contained boiler is 
required, is that shown in Fig. 7. It is formed of a cylindrical 
shell containing a fire-box A at the bottom. The top of the 
fire-box (crown-sheet) is connected by tubes to the upper 
head B. The fire-box is formed by a circular sheet Q riveted 
at one end to the crown-sheet C, often called the bottom tube 
sheet, and at the bottom to the mud-ring B. The space be- 
tween the sheet Q and the shell is termed the water-leg D. 
This is necessary, as the metal around the fire must be in 
contact with water to prevent it from burning out. The fire- 
box side sheet and shell are stayed together by the stay-bolts 
EE, and an opening for firing is formed by a wrought-iron 
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Fig. 7. — Vertical Boiler. 
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ring FF, as shown. The ash-pit is formed by a casting G, 
on which the shell and the grate rest. The stack rests on the 
smoke-box H, which is carried by the shell, the gases passing 
through the tubes to the stack. 

I is the feed-pipe and K the bottom-blow. Hand-holes M 
are located at convenient places for cleaning the crown-sheet 
and water-leg. Steam is taken from N. O is the safety- 
valve. The only staying required for this boiler, except that of 
the side sheet of the fire-box, is accomplished by the tubes. 

Water3ube, or Tubulous Boilers. — Of late years 
there has been a tendency to use the water-tube boiler instead 
of the fire-tube. The reasons for this have been the use of 
higher pressures and the desire for the subdivision of the boiler 
into a number of small parts for safety. In this newer form 
the water is carried in tubes, and these are connected to a drum 
in which the steam can separate. Such a boiler is shipped 
conveniently, as the different elements are small and easily 
handled. As the thickness of a shell to resist a given press- 
ure varies with the diameter, the parts can be made light, 
as all the diameters are small. The boiler is a quick steamer, 
since it contains little water; but this also renders it more 
liable to fluctuations of the steam pressure than a boiler with 
large water capacity. There is no reason for one type of 
boiler being more efficient than another if there is a proper 
arrangement of the various parts. 

BaheocTc & Wilcox Water-tuhe Boiler (exter- 
nally fired, tubulous). — Of the numerous forms of water-tube 
boilers, differing only in details of construction, but giving 
practically the same efficiencies, the Babcock & Wilcox Boiler 
(Fig. 8) is taken as an example. It consists of a drum, A, 
from thirty to forty-two inches in diameter, and from eighteen 
to twenty feet long, to which are attached a number of headers, 
B, by means of the connecting-pipes C. The headers are con- 
nected by the tubes D, which are inclined downward toward 
the back. The gases leaving the grate are compelled by the 
front tiles E to pass up to the drum, and then, by the hanging- 
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wall and back tiles, across the tubes again to the bottom. 
From this point they again cross the tubes and pass the 
damper to the flue G. To remove from the tubes the soot and 
ashes which may be carried over, cleaning doors HH are pro- 
vided. Through these a steam-jet is intro- 
duced by means of a hose, thus reaching all 
parts of the tubes. The doors I are for the 
inspection of the drum A and tubes D. 

The water enters at K, as shown in the 
figure; it then flows down the back pipes and 
through the tubes to the front. Steam is taken 
from the back of the drum. At the back of the 
boiler is the mud-drum L, in which the sedi- 
ment is partially collected, and from which it 
is removed by the bottom-blow. 

The headers for this boiler are shown in 
Figs. 8 and 9. They are cast-iron or forged 
steel boxes, which have holes on one side for 
the tubes, and opposite these are holes fitted 
M, f ~7 ^^^^^ ^^P^ ^* which are held tight by T-headed 
B I -^ bolts. The joint between the cap and the box 
is made tight by the surfaces being ground to- 
gether or by the introduction of an inside hand- 
hole plate and an asbestos gasket. On the tops 
of these boxes are holes into which short pieces 
of tube called nipples are expanded, thus join- 
ing the headers to a saddle-box O, which is a 
single piece of pressed steel. 

To clean the boiler the caps are removed from each end 
and a scraper run through the tubes. By means of the man- 
hole the drum is inspected or cleaned. The heads of the 
drum being dished steel plates, this boiler requires no staying. 
The drum is carried from a cross-girder by means of the straps 
N. These girders are carried on iron columns, and, as the 
tubes are swung from the drum, the whole boiler is independent 
of the brickwork. 



Fig. 9.— Babcock & 
Wilcox Header. 
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Gill Water 'tvhe Boiler (water -tube, tubulous).— 

Another of the water-tube boilers similar in general design to 

the one just described is the Gill water-tube boiler. It differs 

from it in having a series of small header-boxes (A, Fig. 10) 

instead of having a long, narrow 

header. These boxes are made 

with openings in one face for four, 

five, or six tubes, and opposite 

these are cleaning-holes, which 

are covered by the' caps B, as 

shown. 

The joint between the header- 
box and cap is an internal one. 
The cap is larger than the open- 
ing in the box, and, when en- 
tered by turning it on its face, it 
fits over the inside edge of the 
. opening and is pressed out by the 
steam pressure. To make this 
joint steam-tight a piece of can- 
vas, indurated with rubber, is 
placed between the two surfaces. 
. This is called a gasket, which is 
the name given to any yielding 
material placed between two sur- 
faces to make a steam-tight joint. 

The yokes, or dogs C, to- 
gether with T-headed bolts D, 
which fit in grooves in the cap, 
serve to keep this joint tight when 
the steam is off of the boiler. 

When a cap is fitted on the 
outside of the header the steam ^®- w— GiU Header, 

pressure tends to relieve the pressure between the surfaces 
in contact, while with the joint on the inside, as used in this 
boiler, the steam pressure tends to make the joint tighter. 
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The boxes A are united by short nipples, which, with the 
other pipes, are made tight by being expanded into the holes 
in the box. The header-boxes are finally united to the drum 
E by the pipes F. The power of any boiler of this type is 
varied by varying the kind and number of these headers. 

The arrangement of the drums and tubes, the method of 
support, the manner of placing the grate and passes for the 
gases are the same as those shown in Fig. 8. 

CahaU Boiler (externally fired, tubulous, vertical), 
— A recent type of water-tube boiler witK vertical tubes is the 
CahaU Boiler (Fig. ii). It consists of two drums, A and B, 
united by a series of tubes C, which diverge from the upper 
surface of the lower druip. The upper drum is made in the 
form of a ring, so that the gases, after passing from the fire- 
box and around the tubes, leave the boiler through the central 
space in this drum. The baffle-plates DD prevent them from 
passing directly through the open space at the center. The 
gases never reach the under surface of the lower drum A. 
Water enters A through the feed-pipe E, depositing the mud 
or salts which it contains. Rising through the tubes, it enters 
the upper drum, where steam is liberated, and then descends 
through the external circulating pipes (or downtake) F to the 
drum A. By this arrangement good circulation is produced. 
Steam is taken off at G. The blow-off H is attached to the 
lowest point of A. Each drum is provided with a manhole, 
so that access can be had for cleaning, and small holes are 
placed in the top of drum B for the removal of defective tubes. 
To clean the tubes a scraper is hauled back and forth through 
the tubes by means of a chain. 

The lower drutn has its head so dished that, except for the 
very large sizes, it requires no staying. The upper drum is 
similarly built, except that on the inner sheet a stiffening ring 
of angle-irons is fastened. 

The boiler is supported on four cast-iron brackets attached 
to the lower drum. These rest on the masonry foundation, 
and are not shown in the figure. 
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Locomotive Boiler (internally fired, tubular). — 
The locomotive boiler has not been changed materially for a 




Fig. II,— Cahall Boiler. 

number of years, the improvements being mainly in details 
rather than general design. The requirements are a small 
boiler with large heating-surface, and a grate on which the fuel 
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can be burned at a very high rate. To meet these require- 
ments a great number of small tubes placed near together is 
used, and a strong draft is produced by the exhaust 
steam. 

The locomotive boiler (Fig. 12) consists of a shell, A, com 
posed of several rings of steel, to which, at one end, is con- 
nected the fire-box B, and at the other the smoke-box C. 
From the front tube-sheet D, to the back tube-sheet E, are the 
tubes F arranged, as shown in Fig. 13, to, increase the number 
of tubes, and thus the heating-surface. The fire-box is made 
up of two side-sheets, a back-sheet, and a tube-sheet, riveted 
together and to the crown-sheet over the top. Whenever pos- 
sible, however, the side-sheets and crown-sheet are made of 
one piece of metal. These sheets are surrounded by water 
and form the best heating-surface of the boiler. Outside of 
these are two outside sheets, a back-sheet and a throat-sheet 
G, which, with the top-sheet, are riveted to the shell. The 
fire-box sheets and the outside sheets are riveted at their lower 
edge by long rivets to a forging, H, called the water-space 
frame. This closes the space between the sheets, forming the 
water-leg. On account of the arrangement of the outside of 
the shell over the fire-box diis type is known as a Wagon-top 
Locomotive Boiler. 

The fuel is fired through the door I upon the grate K, and 
from this the gases rise, passing through the tubes to the 
smoke-box. The grate shown in Fig. 12 is a shaking-grate, 
used with soft coal. The separate grates are shaken by means 
of the rods J, which are attached to projections on each. Water 
enters at L through a check-valve, and steam is taken through 
the throttle-valve M and the dry-pipes N to the front of the 
boiler. Though called a dry-pipe, the pipe serves simply as a 
steam conduit and not as a steam separator, as does the dry- 
pipe shown in Fig. 2. From the front end of the dry-pipe the 
steam is distributed to the two cylinders by the two bent steam- 
pipes O. There is usually a blow-ofif cock at a low point at 
the bottom of the water-leg. On the level with the crown- 
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sheet are cleaning plugs, by which scale and sediment may be 
removed. 

The flat surfaces forming the water-leg are supported by 




Fig. 13.— Section and End View Locomotive Boiler. 

short stay-bolts P, which are screwed and riveted to each of 
the sheets. The crown-sheet is stayed to the outer sheet by 
the radial stays Q. At the front of the fire-box is shown an* 
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other method of staying the crown-sheet by means of a crown- 
bar R and sling stays S. This method is sometimes used over 
the whole sheet, but in the boiler shown it is employed at the 
front only to allow for the expansion of the tube-sheet. The 
heads are supported by means of diagonal stays T. 
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Fig. 14 ^Belpaire Fire-lxxc 



The locomotive boiler at the front is bolted to the saddle 
cast on the steam-cylinders, and at the back is supported by 
expansion pads riveted to the fire-box and resting on the side- 
frames, thus allowing for expansion. Fig. 13 shows a section 
through the fire-box on XX, Fig. 12, and a view of the fire- 
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box end of the boiler. The arrangement of the radial stays 
Q, the sling stays S, and the stay-bolts is shown. 

Special Fireboxes. — In order to make the staying 
more simple, the Belpaire fire-box was introduced. In this 
form of fire-box, as shown in Fig. 14, the sheets are parallel 
and the stays are perpendicular to each surface, thus giving 
direct tension. In the wagon-top boiler the stays are normal 




Fig. 15.— Wooten Fire-box, 

to neither of the surfaces, and hence complex stresses are 
introduced. 

To burn the fine waste coal which results from the mining 
of anthracite coal (culm), the Wooten fire-box was invented. 
This fire-box is so arranged that the grate may be made two 
or more times as large as the ordinary grate. With this grate 
the draft was gentle and sufficient to burn the proper amount 
of coal. With such fine coal the rate of combustion (coal per 
hour per square foot of grate-surface) must be low, as with a 
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Strong draft the coal would be lifted and discharged through 
the stack. Fig. 15 shows the construction of this type of 
fire-box. 

The most recent locomotive fire-box is that known as the 
Vanderbilt, shown in Fig. 16, and is an adaptation of the com- 
mon form now in use in marine boilers. No staying is neces- 
sary, as this fire-box is made of a corrugated Morrison flue. 
The back-head A of this boiler is fastened to the outside sheets 
and the flue B. Over the end of the flue castings are placed 
containing the fire-door C and the ash-pit door D.. This cast- 
ing is covered by sheet iron to give a proper 'finish, the space 
between being filled with asbestos. Above and around the 
rocking-grate E the casting forming the back of the fire-box 
is lined with fire-brick. The back-sheet and tube-sheet are 
stayed by a few diagonal stays F. The tube G is for the 
admission of air to the fire-box behind the bridge, while H 
is provided for the removal of ashes. 

The Morrison suspension furnace consists of a welded 
flue of large diameter, which has corrugations rolled in it after 
Avelding. The corrugations are of a special shape and stiffen 
the flue and prevent its collapse. 

Scotch Marine Boiler (internally fired, tubular). — 
The development of the marine boiler of the fire-tube type 
has resulted in the Scotch marine boiler, as shown in Fig. 17. 
It IS formed of a cylindrical shell A A, containing furnace flues 
FF, combustion chambers CC, and tubes T. 

As shown in Fig. 17, the furnace-flue F is a Fox corru- 
gated flue, the corrugations being arcs of circles, thus differing 
from the flu6 used in the Vanderbilt fire-box. The flue con- 
tains the grate B and bridge D. The gases after leaving the 
tubes enter the uptake, not shown, and are conducted to the 
funnel or smoke-pipe. The water enters at E and is dis- 
tributed at the water surface by pipe E. The water-level is 
such that the combustion chambers and tubes are covered. 
Steam is collected by the dry-pipe. The surface-blow J is 
located at the water-level, and the bottom-blow G is shown 



BOILERS. 



2^ 




28 ELEMENTS OF STEAM-ENGINEERING. 

leading to the bottom of the shell. To drain the water from 
the boiler when there is no steam pressure, a drain-pipe H is 
attached to the lowest part of the shell. Manholes K are 
provided so that all parts of the boiler are accessible for in- 
spection and cleaning. The flat surfaces of the combustion 
chambers and heads are stayed by means of stay-bolts L and the 
tubes T. Above the combustion chamber long through stays 
M hold the opposite heads together. Such stays are also used 
below the combustion chamber at NN. The top of the com- 
bustion chamber is stayed by means of stay-bolts and girder- 
stays O, which latter are supported by the side-sheets. The 
lower portion of the combustion chamber is stiffened by means 
of angle-irons P riveted to the bottom sheet. 

The boiler is carried in a saddle, which is riveted to the 
frames of the ship, as shown in Fig. 96. 

The tubes are arranged in vertical rows and are connected 
to the combustion chamber in the rear. In some boilers there 
is a combustion chamber common to two flues, and where three 
flues are used only one combustion chamber may be employed. 
In the boiler shown in Fig. 17 each flue has a separate chamber. 

A double-ended Scotch marine boiler is one in which fur- 
naces are placed at each end of the boiler, generally with com- 
bustion chambers for each end separated by a water-leg. It is 
equivalent to two single-ended boilers placed end to end with 
the back heads removed. 

Thornycroft Boiler (water-tube), — As higher press- 
ures were used, the thickness of metal required for the shell of 
the Scotch boiler became very great, and this, in addition to 
the necessity for reducing the weight of marine boilers, resulted 
in the employment of water-tube boilers. There are many 
forms of these in use to-day, and others have been proposed. 
As an example of this class, and to show the use of bent 
tubes, the Thornycroft boiler is shown in Fig. 18. This boiler 
has three drums — a large central drum A and two smaller 
lower drums BB. A number of bent tubes C of small diameter 
extend from A to B. These are so arranged that the outer 
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rows touch, forming walls of pipes, except for a short distance 
at the lower end of the furnace side, as at D, and at the upper 
end of the uptake side, as at E. The gases enter at D and 
pass around the tubes, and leave at E, entering the space F, 
from which they go to the uptake G, over the center of the 
boiler. A sheet-iron casing lined with some refractory material 
forms the outer wall of the boiler. The tubes directly over^e 
fife receive a large quantity of heat by radiation, those on 
the interior receiving heat from the gases passing. The 
drums A and B are also connected by tubes H of large 
diameter. 

The water enters the dmrn A by the feed-pipe I, and is 
controlled by the regulating valve K. It then passes through 
the outer tubes Hj reaching the lower drum. The water 
ascends through tlie tubes C, and in these tubes the steam is 
formed, and discharges, with water, into the upper drum. 
Here the steam is separated and is taken off by the dry-pipe M 
and stop- valves N and O. The feed is regulated by a float, so 
that the water is kept at a constant height. Such a device is 
necessary in quick-steaming boilers containing a small quantity 
of water. 

The heads of all the shells are dished, so that no staying 
is necessary. For cleaning, a blow-off P is located at the bot- 
tom of the drums B, and manholes Q are placed in each drum. 
The safety-valve is shown at R. 

The boiler is carried by frames under the two lower drums. 
Doors are located at points convenient for the cleaning and 
inspection of the exterior of the tubes. 

The bent tubes allow for unequal expansion and giv.e an in- 
crease in the water-heating surface. Although these tubes 
have certain advantages, they must be bent to a definite form 
for each particular row. The failure of an inner tube in 
boilers of this class may require the removal of several good 
ones. 

This form of boiler has been used quite extensively and has 
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given satisfaction. The type shown is known as the Speedy 
type of Thornycroft boiler, another type (Daring type) being 
constructed with four drums ; a large central upper and lower 
drum with a smaller lower drum on each side forming two fire- 
boxes. 
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CHAPTER II. 
BOILER DETAILS AND ACCESSORIES. 

J^ols. — The tools used by a fireman are a shovel, a slice- 
bar, a hoe, a rake or devirs claw, and a lazy-bar. The slice- 
bar is a heavy bar of iron with one end pointed, the other being 
bent into a handle. This bar is used to break clinker. The 
hoe and rake are of heavy construction, and are used in draw- 
ing clinker from the fire, for leveling the coal, or hauling the 
fire. The lazy-bar is a piece of iron bar bent to hook over the 
hinge of the door on one side, and to rest on the catch of the 
door on the other, the part extending over the doorway being 
horizontal. It is used as a support for the handle of the hoe 
or rake in cleaning or banking fires. 

Grates* — The grates for boilers are of man^ forms and 
are designed for burning various fuels. For the hand-firing of 
anthracite coal the plain grate and the herring-bone, or Tup- 
per grate, are those most often used. 

Plain Grate. — ^This grate, Fig. tg, is formed of bars of 




Fig. 19.— Plain Grate. 



cast-iron, with lugs or projections at each end and at the cen- 
ter. They are made narrow and deep, so that with a com- 
paratively large opening between the bars the grate is strong 
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enough to stand the heat of the fire and the rough handling it 
receives. The projections are used to prevent the bars from 
warping. These bars are usually cast in pairs, and the grooves 
on the upper surface serve to guide the slice-bar as it is used to 
break the clinker. The grate shown in Fig. 20 is cast in sec- 




FlG. 20.— Circular Grate. 

tions and conforms to the outline of the fire-box, giving a 
stiffer grate, but one which requires a new section when a 
single bar burns out. 

The herring-bone, or Tupper grate, is composed of two 
bars united along their length by a series of narrow V-shaped 
bars, and at their ends by wider plates. These crosspieces, 
made as shown in Fig. 21, allow for expansion and contraction. 

The opening between the bars, called the air-space, is 
governed by the kind of fuel, being about three-eighths of an 
inch for small coals such as pea or buckwheat. To secure a 
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satisfactory supply of air, the total air-space should be at least 
fifty per cent of the grate area. The air for combustion cools 
the bars and prevents burning out. 

Shaking-grates. — To bum soft coal rapidly, a large sup- 
ply of air should be provided and the fuel should be kept well 
broken up \>n the grates. 

The Reagan grate has been designed to meet these re- 
quirements of soft coal. The type of this grate, as adapted to 
the Scotch marine boiler, is shown in Fig. 22. It consists of 
a series of stationary bars A, called dead-bars, which are sup- 
ported by bars B carried on the side-pieces C. Between these 
dead-bars are the choppers D, rocking on shafts supported on 
the side-pieces C. These choppers are moved by means of 
the rods E, F, and G, and the bell-crank levers H, I, and 
K, the choppers of the front section being so connected that 
they are all moved by K, while H and I control the other sec- 
tions of the grate. 

The choppers serve to break up any clinker and allow it to 
fall to the ash-pit, and, at the same time, to break up the fire 
above. The dead-bars being above the level of the choppers 
tend to support the coal, so that the air has free access be- 
tween them. The advantages of this grate are the high rate 
of combustion with the complete burning of the coal, the fire 
being in a very porous condition, and the fact that it is very 
seldom necessary to clean fires in the ordinary manner. Tests 
for seventy-two hours have been run without cleaning the fire. 

Mechanical Stokers are extensively used because they 
permit the use of poor fuel and decrease smoke production. 
There is a gradual but continuous supply of fuel, which is 
ignited readily, and the small but constant amount of volatile 
matter is ignited by the incandescent fuel below. The amount 
of labor is reduced, as fires on such grates are self-cleaning, 
and with overhead coal-bins it is an easy matter to fill the 
fuel-hoppers. Fuel economy is also claimed for these stok- 
ers, as there is a regular supply of coal and the ppening of 
doors is unnecessary. The Wilkinson stoker, Fig. 23, is 
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formed of a series of box-castings or grate-bars A, containing 
steps, and so supported at each end on a planed surface that 
they maybe slid back and forth by the rods B. The steps are 
inclined at about twenty-five degrees. In the riser, or vertical 
face of each step, are holes through which the air for combus- 
tion enters. Coal is fed to the hopper C, and falling on the 
bars is pushed inward by the pusher D, which is attached to 




Fig. 23. — ^Wilkinson Stoker. 

alternate bars. While one bar is moving inward the adjacent 
ones move outward. This is accomplished by the rods B and 
the arms E and F, the latter being fastened to a shaft G, oscil- 
lated by the rod H, which is driven by a system of gear- 
wheels. In this way the coal enters the stoker and gradually 
pushes the burning fuel before it, the ash finally being dis- 
charged #n- the grate I and slide K at the bottom.. The slide 
K prevents the air from entering at this point and compels it 
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to pass through the coal. The motion of the bars pushes the 
ashes from the grate I, as they collect. To keep the grate-bars 
from becoming clogged with clinker, and so being burned out, 
and also to aid combustion, a steam-jet is introduced in the 
hollow grate-bar by the steam-pipe M and nozzle N. This 
consumes considerable steam and is an objectionable feature 
for that reason. 

Furnace Doors* — The fire-doors for boilers are made of 
cast iron or stamped metal. They must be durable, as they 
are subject to rough usage, and should fit so snugly when closed 
that no air can be drawn in. To admit air above the fire when 
desired, a grid or register, A, Fig. 24, is fixed to the door. 





Fig. 24.— Furnace Door. 

This may be closed or opened at will ; but as it may be broken 
it is sometimes omitted from doors, and, in place of it, a num- 
ber of holes are made in the casting. To protect the front 
part of the door from the direct action of the heat, and to better 
distribute the air over the fire, a baffle-plate B is attached to 
the casting. This plate contains small holes not in line with 
those in the front plate. The door is mounted on stout hinges 
C, and is held closed by the lug D. This lug is sometimes 
replaced by a latch. For marine boilers the latch, Fig. 17, is 
so formed that it prevents the door from moving when opened 
wide. 

Dampers. — The dampers shown in Figs, i, 2, 6, and 8, 
of Chapter I, are constructed of sheet or cast iron mounted on 
trunnions or shafts, and having attached, outside of the flue, a 
wheel or arm by which they can be moved. By a counter- 
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weight, or by the position of the trunions relative to the center 
of gravity of the plate, the damper tends to close. It is kept 
open by a chain or cord, which is fastened in the proper posi- 
tion by the fireman, or moved by an automatic damper regu- 
lator, which is controlled by the steam pressure. 

J?ipe. — The pipes used in connecting boilers are usually 
made of wrought iron or steel, although cast iron is sometimes 
used for water-pipe. The wrought-iron pipes are made by 
rolling and welding iron plates called skelp, and sometimes 
they are made from a solid piece by special processes. Pipes 
are made of varying thicknesses for use with different pressures. 
The section of a standard ^'^ pipe is shown in Fig. 25, Fig. 
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Fig. 25.— Standard Fig. 26 — Extra Fig. 27.— Double Extra 

i" Pipe. Heavy \" Pipe. Heavy V' Pipe. 

26 shows a section of extra heavy i" pipe, while Fig. 27 is 
a section of double extra heavy pipe of the same &ize. These 
last two forms are used when the pressure is exceedingly 
high, as in hydraulic machinery. The standard pipes are 
usually furnished in lengths of about 18 feet, with the ends 
threaded, although very large pipes are supplied without thread- 
ing, and in shorter lengths. Pipes are named usually by a 
nominal inside diameter, which differs slightly from the actual 
inside diameter. The sizes vary from J inch (actual diameter, 
0.27 inch) to 30 inches. 

Another system of piping which is often employed for the 
larger size of pipes makes the nominal diameter the same as 
the outside diameter, and hence this is spoken of as Outside 
Diameter, or 0. D. pipe. The standard sizes of pipe usually 
used in steam-engine work are J, f , ^, by quarter inches to 
iV, by half inches to 5'', 6", 8'', 10'', 12''. 
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Cast-iron Pipe is cast in lengths of 12 feet and of various 
thicknesses and diameters. It is seldom used in boiler plants, 
its principal use being for water or gas mains. 

Pipe Unions. — The method of uniting wrought-iron pipe 
is shown in Figs. 28 to 30. Fig. 28 shows the use of a socket 




Fig. 28.--Socket or Coupling. 

or coupling. It is a short pipe of wrought or malleable iron, 
threaded from each end with taper threads and into each end 
of which may be screwed the end of a length of pipe. When 
this is screwed over one pipe the next pipe must be screwed 
into the socket, so that in connecting up two pipes, neither 
of which can be turned, it is impossible to use such a coupling. 
In such a case it is necessary to use a coupling, one end 
of which is threaded right hand and the other left hand, 
such a coupling being called a right and left coupling, 
which can usually be distinguished from a right-hand coupling 
by longitudinal ribs on the outside. The turning of this 
coupling draws both pipes into the coupling and makes a tight 
joint. It is to be noted that the threads on steam-pipes and 
fittings are turned to a taper of | inch to the foot, so that as 
they are screwed together the threads become tight. In ad- 
dition, .before screwing the pipe home the threads are painted 
with red lead and oil, or graphite and oil, or some patent com- 
position, to make them steam-tight, or to permit of their easy 
separation. 

The use of a right and left coupling requires the spreading 
of the pipe when making the joint ; when this is impossible the 
union, Fig. 29, or flange union, Fig. 30, must be employed. 
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The union, Fig. 29, consists of two ends, A and B, and a nut 
C. The nut and the end A form what is known as the female 
end, and the end B is known as the male end. The ends of 
pipes are sqrewed into these two ends, which, after placing a 




Fig. 29 — Union. 
piece of canvas indurated With rubber, or some other form of 
gasket, between, are drawn together by the nut C. Forcing 
these two ends together on the gasket makes a steam-tight 
joint. 




Fig. 30.— Flange Union. 

The flange union, Fig. 30, is formed by two flanges, A and 
B, which are drawn against the gasket C by the bolts D, after 
being screwed to the pipe ends. 

Cast-iron pipes are united by flange joints, the flanges 
being cast with the pipes, or by the bell and spigot joint shown 
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in Fig. 31. The bell or socket A is cast on one end of the 
pipe, and a projection B is cast on the other, which is called the 
spigot end. In making the joint some packing material, such 
as oakum or hemp, is forced in the bottom of the space between 




Fig. 31.— Bell and Spigot Joint 

the bell and the socket, and then hot lead is poured in» filling 
up the solid black space in the figure. After this lead solidifies 
it is driven in with a calking tool, making a tight joint. 

JPipe Fittings* — ^To connect pipes which are at right 
angles, a cast-iron or malleable-iron fitting, called an elbow 
or ell, is used, Fig. 32. The pipes are screwed into each 





Fig. 32.— Ell. Fig. 33.— Reducing Ell. Fig. 34.— 45 
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Ell 



Fig. 35.— Side, 
outlet Ell. 



end of this, which is threaded as shown in the figure. A re- 
ducing ell. Fig. 33, is used when the two pipes are of different 
diameters. The size of the elbow is designated by the size of 
the pipe, a two-inch ell being one tapped for two two-inch 
pipes. Both sizes are given for the reducing-elbow ; thus a 
2'' X 3'^ ell is one intended for a 2-inch and. a 3-inch pipe. 
Fig. 34 shows a 45° elbow, spoken of as a *< 45." It is used 
in making offsets in a pipe IJne, or to prevent sudden change 
in direction. When a branch is to be taken off at a right- 
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angle bend, perpendicular to the two pipes, a side-outlet 
elbow, Fig. 35, is used, and when a pipe is to be returned 
parallel to its original direction a return bend. Fig. 36, is em- 
ployed. 

With the exception of the side-outlet ell the fittings just 
described have been intended for the continuation of a pipe 
line. When, however, it is necessary to obtain a branch from 
a line, another form must be used. Fig. 37 shows a tee which 




Fig. 36 — Return Bend. 



Fig. 37.— Tee. Fig. 38.— Reducing Tee. 



is used for making a branch in a pipe line at right angles to 
the line. Fig. 38 is a reducing-tee, while Fig. 39 fs a Y used 
when it is necessary to run the branch at 45 to the main line. 
The projecting portion of a tee is spoken of as an outlet, the 
remaining portion being the run. When the run and the out- 
let are the same size, as shown in Fig. 37, the tee is desig- 
nated by the pipe size; thus, a2'' tee is one in which all the 





Fig. 39 — Y. 



Fig. 40.— Cross. 



openings are for 2-inch pipes. In the case of a reducing- tee 
the dimensions of the run are given first and then the outlet ; 
thus, Fig. 38 shows a 2"xf"X2'' tee, and by this it is known 
that the run reduces from 2 inches to J inch and the outlet is 2 
inches. 

When more than one branch is desired a cross, Fig. 40, 
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or a manifold, Fig. 41, or a side-outlet tee is used, according 
to the requirements. 

To reduce the size of a pipe line at any point two methods 





Fig. 41.— Manifold. 



Fig. 42.— Reducer. 



are employed; either a reducer or reducing-coupling, Fig. 42, 
is used on the end of a length of pipe, or a bushing, Fig. 43, 





Fig. 44.^Cap. 




Fig. 43. — Bushing. 



Fig. 45.— Plug. 

IS screwed into some fitting and the smaller pipe screwed into 
the bushing or reducer. The cap, Fig. 44, is screwed on the 
end of a pipe line to close it, while the plug, Fig. 45, is 
screwed into a fitting for the same purpose. 

Fittings with bends of larger radii than those shown are 
termed long-sweep fittings. In place of screwed fittings, as 
shown in Figs. 32 to 45, flange-fittings are often employed. 
These are made with faced flanges in place of the screwed ends, 
and to these are fastened the flanges on the pipes in a manner 
similar to that shown in Fig. 30. When such a pipe line is to 
be closed a plate called a blank flange is bolted to the last 
flange on the line and the pipe is said to be blanked off. 
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Short pieces of pipe are called nipples. These are divided 
into the close nipples, Fig. 46, the short or shoulder nipple, 
Fig. 47, and the long nipple, Fig. 48, depending on the length. 





Fig. 46.— Close Nipple. * Fig. 47 — Short Nipple. 





Fig. 48. — Long Nipple. 

Feed'Une and Check valves. — Where a pump is used 
in a boiler-house there is usually a large feed-line from which 
all the boilers take their supply of feed-water. The branches 
each contain a check-valve to prevent the retura of water and 
a stop-valve to regulate the quantity. A valve should always 
be placed next to the boiler, so that, should the check-valve 
become fouled, or fail to work for any cause, it may be ex- 
amined by closing the valve and shutting down the pump. 
The regulating-valve should be placed at a convenient point 
for the control of the feed. The construction of the check is 
shown in Fig. 49. The valve is swung from the pin A and 
rests on the seat B. It contains a composition disc which can 
be easily replaced when necessary. The arm C should be so 
made that the valve is free to seat itself if it should wear 
unevenly. To repair the valve the cap D is taken off and the 
disc F renewed. The action of this valve is clearly seen from 
the figure, water, entering as shown, lifts the valve readily, but 
when this current ceases the valve closes, preventing the return. 

Stop-valves* — There are two classes of stop-valves in 
common use for water and steam — the globe valve and the 
gate-valve. 
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Globe Valves. — These valves, shown in Fig. 50, are made 
of brass throughout, or of cast iron with brass parts where cor- 
rosion is apt to occur. The spindle A passes through ^the re- 
movable cap B and forces the valve-disc C to its seat D. The 
disc is made of a rubber composition and fits the cap E, from 
which it can be removed when necessary. A valve can in this 




Fig. 49.— Feed-check, 

way be repaired quickly and cheaply. Water or steam is pre- 
vented from leaking around the spindle by wrapping it with 
cotton wicking, or other packing, under the stuffing box F, 
and, on screwing this down, the packing closes in against the 
spindle. The valve shown in the figure is known as a Screw- 
ended valve, because the pipes to which it* is attached are 
joined by screwing them into the threads on each end. A 
flange-valve has the junction made by flanges, as is shown in 
Figs. 52 and 55. 

Gate valves. — The construction of a gate-valve is shown 
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in Fig. 51. The body is of cast iron and the mountings of 
bronze. These include all the wearing surfaces which are sub- 
ject to corrosion. The spindle A is prevented from moving 
vertically by the collar B, and on turning A the top wedge 
and nut C are raised and the pressure between the gates DD 
is relieved. Finally, as C is still further raised, it lifts the 
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Fig. 50.— Globe Valve. 

gates by projections on their faces' which are not shown in the 
figure. Other projections on the lower wedge E come in 
contact at the same time with a ledge on one of the gates, and 
in this manner E also is raised. These parts enter the cap or 
bonnet F, leaving a straight path for the fluid On turning A 
in the opposite direction the gates are forced into their lower 
position, and on further turning, the upper wedge is driven 
down on the lower wedge, tightening the gates DD against 
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Fig. 51.— Ludlow Gate Valve. 
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the bronze seats GG. The gates are each faced with a re- 
movable ring H. The valve shown has bell-ends, which are 
used where calked joints are made with lead, as is the prac- 
tice on water and gas mains. This valve is also spoken of as 
having an inside screw on the spindle. 

Fig. 52 shows an angle-valve with flange connections and 




Fig. 52.— Angle Valve. 



an outside screw and yoke. The angle form is employed 
where there is not sufficient room for an elbow and an ordinary 
valve. The valve disc in this instance rises with the spindle, 
while in the gate-valve above, the disc moves on the spindle. 

Blow-off Valves and Cocks. — The blow-^ofi valves are 
so designed that no pockets or obstructions are formed which 
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would check the flow of thick fluids or muddy water, and 
that there may be little danger of material lodging under the 
seat. Their construction is shown in Fig. 53. 




Fig. 53.— Blow-off Valve. 



A blow-off cock is constructed as shown in Fig. 54. It 
consists of a conical plug E fitting in the cavity of a casing A. 
The plug contains an opening extending through it on a dia- 
metral line. This, in one position, corresponds to the passage 
in the casing and on turning the plug through a right angle 
into the position shown in Fig. 54, the opening comes oppo- 
site the solid wall of A and the body of the plug closes the 
passage. The casing is sometimes made with a removable 
asbestos seat, or bushing B, in the form of a hollow frustrum 
of a cone and pierced by openings CC in the direction of the 
casing cavity. These asbestos parts can be replaced in case 
of wear. 

The asbestos washer D holds the plug in place and 
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prevents leakage around the stem, and is secured by the 
gland F. 

Steam Outlets. — Steam may be collected through a per- 
forated dry-pipe, as has already been shown, and leaves the 




Fig. 54.--Blow.off Cock. 



boiler through the steam-nozzle A and stop-valve B, Fig. 55. 
This valve should be placed at a high point, so that when 
closed no water can collect on either side. The valve B may 
be similar in form to any of the stop- valves previously shown, 
or a combination stop- and check-valve is used. This valve, 
Fig. 55, allows the boiler to send steam into the line when the 
pressure is that of the line, but should a tube burst or the fire 
be drawn, the steam from the line will be automatically shut 
off by the valve closing. By screwing down the spindle the 
disc is prevented from rising and the valve acts as a stop- 
valve. 
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Safety Devices. — Safety-valves, water-columns, gauges, 
and fusible plugs, are intended to give warning when the cor- 
rect conditions under which the boilers should work are not 
maintained. 

Safety-valve, — There are two forms of safety-valve in 
common use — one the lever-valve and the other the spring or 




Fig. 55.— Boiler Stop Valve. 



pop safety-valve. The object of each is to relieve the boiler 
of steam when it is not taken off by the steam-line as fast as it 
is generated. To accomplish this properly, the safety-valve 
should be of such a size that it will discharge, when necessary, 
the maximum quantity of steam generated by the boiler. The 
supply of steam being greater than the demand, the pressure 
rises, and, on reaching that for which the valve is set, opens it 
and discharges the excess steam. When the pressure has been 
reduced the valve closes, preventing a further loss of steam, 
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and, should the pressure again rise, the same action would be 
repeated. 

The lever safety-valve is sh6wn in Fig. 56, The valve- 




Fte. 56.— Lever Safety Valve. 

disc A IS held on its seat B by tlie weight C acting through 
the lever D. The seat is conical and the valve is ground to 
the seat to form a steam-tight joint. The lever D, which has 
its fulcrum at E, multiplies the effect of the weight C so that a 
small weight may be used. By moving the weight along the 
lever the pressure at which the safety-valve will " blow off 
is changed. The body of the valve F is of cast iron, but on 
account ©f corrosion the valve-disc and its seat should be made 
of bronze. 

The pop safety-valves, Fig. 57, are constructed with 
springs in place of levers and weights. The spring A is en- 
cased in a metal box B, to protect it from the discharging 
steam. It is forced downward by the loose collar C, which is 
acted on by the nut D. The spring is supported at its lower 
end by the collar E, on the spindle F. The compression pro- 
duced by screwing down the nut D is transferred by the 
spindle to the valve-disc G at a point below the seat. This 
method of attaching the spindle to the valve causes the latter 
to seat fairly after blowing off. To prevent the pressure from 
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being increased by tightening the nut, a plug H fitting a slot 
on the nut D is locked on the cap. The spindle may be 
raised by means of the lever I, thus allowing the valve to blow 
off at a lower pressure. This operation should be performed 
once each day to insure the free action of the valve. The 
valve-disc shown has a grooved Up projecting Over the seat. 




Fig. 57.— Cit)sby Pop Safety Valve. • 

Thi^ causes the steam as it leaves to be deflected downward, 
and thus produces an additional pressure which keeps the valve 
open until the boiler pressure has been reduced three or four 
pounds ; the valve then closes instantly. The valve is guided 
in its movement by wing-guides K. 

Gauges. — A Bourdon pressure gauge, shown in Fig. 58, 
is used to indicate the steam pressure. The tube A is formed, 
from a circular tube which has been flattened until the cross- 
section is similar to that shown in Fig. 59. It is then bent 
into an arc of a circle and the end attachments brazed on. It 
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the tube were circular in section the application of an internal 
pressure would not cause any movement of the ends. If the 
tube has a flattened section and pressure is applied, the ends 
will move outward to a larger radius. 




Fig. 58.— Bourdon Gauge. 

The action of such a tube can be seen from a consideration 
of a portion of the tube adcb, shown in Fig. 59. The lines a<^ 
and be represent cross-sections of the tube perpendicular to the 
center line. The intersection of these lines determines the 
center O of the circle to which' the tube has been bent. If in- 
ternal pressure be applied to the tube, the flattened surfaces 
open oiit, ab taking the position a'b' and cd the position c'd'. 
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Fig. 6i. — (iauge and Siphon. 
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These lengths are not materially changed by this action, and 
a'd' and b'c' are the new positions of the sections considered. 
Continuing these lines gives the new center O' of the arc of 
this portion under the new conditions. Since the section con- 
sidered is any section, the action is the same for the whole 
tube, and as the radii are larger, the free end of the tube must 
have moved outward, as shown in Fig. 60. 



d' -^^' 





Fig. 59. — Bourdon Tube. 

The end B of the bent tube, Fig. 58, is fixed,* and the mo- 
tion of the other end C is transmitted by link D to an arm E 
of a sector F. The teeth of the sector mesh with those of a 
small pinion G, to the shaft of which the pointer H is attached. 
A small helical spring is attached to this shaft, or arbor, so 
that the pinion is always held against the sector. The pointer 
H moves over a scale graduated to read pounds per square 
inch above the atmosphere, inches of mercury below the atmos- 
phere, or any other unit of pressure which may be employed. 
In connecting the gauge to a steam-pipe a small cock or valve 
should be placed beneath the gauge, and to this a bent pipe 
leading to the steam line, Fig. 61. The object of the bent 
pipe, or siphon, is to prevent the steam from acting directly 
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on the gauge, thus heating it and changing its readings. The 
steam which might enter the siphon is condensed and lies there 
as water protecting the gauge. Gauges are sometimes made 
with a Bourdon tube on each side, but the principle is the same 
as that of the single tube. Mercury gauges which are con- 
structed on the principle of the hydrostatic balance, and dia- 
phragms on which the steam produces a measured deflection; 
are used for steam-gauges. Recording gauges are made by 
which the pressure is recorded on a chart for reference. 

Water-columns. — To show the height of water in the 
boiler two devices are used — the water-glass and the try, or 
gauge-cock. The water-glass is a glass tube connected by 
stufGing-box unions to two valves, one of which leads to the 
steam-space and the other to the water-space of the boiler. 
The water rises in this tube until it reaches the level of the 
water in the boiler. As there is some danger of the glass 
gauge giving incorrect readings, due to stoppage, three try- 
cocks are also supplied with boilers. One of these is at the 
water-level, one above the level, and another below, in the 
water-space. On opening the upper cock we should obtain 
steam which is usually colorless close to the cock. The 
middle cock gives white steam, showing the presence of water, 
and the lower gives water j part of which becomes steam after 
leaving the cock. The difference in sound made by the escap- 
ing steam or water is a surer indication of the presence of 
water. Jt is now customary to place these devices on an iron 
casting, Fig. 62, called a water-column, and connect this by 
means of pipes of large size to two points of the boiler, one in 
the steam-space and one in the water-space. 

To clean out the water-glass connections a small cock A 
is placed on the bottom of the lower valve casing, and on 
opening this, if the lower valve be closed, the upper connec- 
tion of the glass is cleaned. On closing the upper valve and 
opening the lower, the other connection is blown free from 
sediment. The mud is blown from the lower end of the 
column through the pipe B and a controlling-valve. The 
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gauge-cocks should be tried frequently to ascertain whether 
or not the column is indicating properly. 




Fig. 62. — Reliance Water-column, 

Water-columns are sometimes fitted with a high and low 
water alarm, one type of which is shown in Figs. 62 and 63. 
The column contains a copper ball or float, which is supported 
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by the water. To this is joined a rod with two small adjust- 
able collars A attached. When the water rises, the lower 




Fig. 63.— High and Low Water Alarm. 

collar strikes the arm B, lifting it about its right-hand end, 
thus opening the valve C, admitting steam through D to 
whistle E. When the upper collar strikes B, as the water 
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falls, the arm moves about F as a fulcrum, and raises the 
valve. The blowing of the whistle notifies the attendant of the 
height of the water in the boiler, and it is then his duty to reg- 
ulate the feed properly. With proper management the whistle 
is never blown. 

Fusible Plugs. — Another device used to give warning of 
low water is the fusible plug. Fig. 64. The main body of the 




Fig. 64. — Fusible Plug. 

plug is of brass with a square head and a threaded barrel. 
The central portion A is filled with a soft metal which melts at 
a point above the temperature of steam, but much below the 
melting-point of brass. The metal fills a hole so arranged 
that there is no tendency for the steam to force the soft-metal 
core from the body of the plug. When water is over the plug, 
heat is conducted away so rapidly that the temperature cannot 
rise, but, when not covered, the heat melts the fusible metal and 
the escaping steam gives warning. The plugs are placed in 
locations which are exposed to the heated gases, and to which 
little damage can be done by the heat should the water fall 
below their level. In this way the plug will give warning be- 
fore the water sinks to a dangerous point. Care should be 
taken that these plugs are never covered with scale of any kind 
that may prevent them blowing after fusing. The locations 
for these plugs are in the crown-sheet of a locomotive or verti- 
cal boiler, in the rear head of a return tubular boiler, just above 
the tubes, and in the bottom of a steam-drum of a water-tube 
boiler. 

Riveted Joints. — Boiler-plates are joined together by 
mean of rivets passing through holes which have been punched 
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or drilled in the plates. According to the arrangement of 
plates the joints are either lap-joints or butt-joints. The 
former are made by lapping one plate over the other and pass- 
ing the rivets through, as shown in Fig. 65, the upper repre- 
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Fig. 65. — Lap-joints. 

senting a single-riveted lap-joint, the lower a double-riveted 
one. The rivets, having a head on one end, are heated, and 
after being pushed through the holes in the plates have a head 
formed on the other end by means of hammers or riveting 
machines. The rivet on cooling pulls the plates tightly to- 
gether, and, after the edge of the upper plate has been forced 
against the lower plate at points AA by the proper tools, this 
joint is steam-tight. This last operation is called calking. 
The lap-joint is usually employed to unite successive rings of a 
boiler shell together, forming what is known as the ring-seam 
or the transverse or circumferential joint. It is also used for 
uniting the fire-box and the combustion chamber-sheets of 
locomotive or marine boilers. 

The butt-joint, as its name indicates, is one in which the 



BOILER DETAILS AND ACCESSORIES. 



6l 



plates butt against each other. The plates are then held to- 
gether by the butt-straps, or cover-plates, AA in Fig. 66. 




Fig. 66.— Butt-joint 

The joint is made and calked as described above. It is used 
in joining the two ends of a plate together in forming a ring, 
and this joint, because it extends along the boiler, is called the 
longitudinal joint. The butt form of joint is of great strength, 
and is used for the longitudinal seams because these are sub- 
ject to greater stresses than the other joints of the boiler. 
Fig. 67 shows how these joints are arranged when they over- 
lap. It will be noticed that the upper butt-strap on the left is 
flattened out, or scarfed, so that it extends beneath the outer 
plate of the lap-joint. The inside butt-straps are made wider 
than the outside straps, so that an extra row of rivets may be 
used of greater pitch (the distance between rivets), to make 
the joint stronger. 

Staying for Flues. — A vessel subject to internal press- 
ure tends to become cylindrical, and hence there is no need of 
stays to prevent the distortion of cylindrical shells. When a 
cylinder, circular in section, is subject to external hydrostatic 
pressure there is also no tendency to distortion ; but should this 
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be distorted a small amount, or be not truly cylindrical, the 
pressure tends to collapse it. Hence, when we use large fur- 
nace flues we must stay them in some manner. A very com- 
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Fig. 67. — Overlapping Joints. 

mon method is by corrugating the metal, as shown at A in 
Fig. 68. This stiffens the flue, giving a certain amount of 
rigidity, the corrugations acting as girders. 




Fig. 68.— Furnace Flues. 

A plain cylindrical flue is made in short sections which are 
flanged at the ends, and betv\'een the flanges is placed a heavier 
ring of metal. These, as shown at C, in Fig. 68, are then riv- 
eted together, forming what is known as an Adamson Ring. 
Instead of this, an angle-iron is sometimes riveted to the flue, 
as shown at B in Fig. 68. To allow water to reach the flue 
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the angle-iron is held at a definite distance by means of 
thimbles D, of metal, through which the rivets pass. 

The Galloway Tube, Fig. 5, acts as a stay for the large 
flue used in the Galloway boiler. The tube is made conical, 
so that the upper flange will cover a hole through which the 
lower flange can pass. The tube after being welded is flanged 
over and then riveted to the flue sheets. 

Stay s for Sheets. Stay-bolts. — ^These stays, Fig. 69, 





Fig. 69.— Safety Stay-bolt 

are used to stay parallel sheets such as form the sides of water- 
legs. They are bolts about six inches long, which, after 
threading from end to end, have the central threads turned off* 
to increase their strength. These stays after being screwed in 
have their ends riveted over, thus making them steam-tight. 
They sometimes contain small axial holes extending from the 
outside to a point beyond the threaded portion. As stays 
usually break near the outside sheet, this hole allows steam or 
water to escape when one breaks, thus calling attention to the 
broken bolt. Such stays are called safety-stays. 

Radial Stays. — The stays used above the crown-sheet of 
the locomotive boiler in Fig. 1 3 are called radial stays. 

Through-stays. — When the stay extends from one end of 
the boiler to the other, as in Fig. 17, or from one side-sheet to 
the opposite one, as in Fig. 14, it is called a through-stay. 
Such stays are usually threaded at the ends and have nuts and 
washers on each side of the plate to stiffen it. The end of the 
stay is upset (made of larger diameter), so that the diameter at 
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the root of the thread is at least that of the main portion of 
the rod. 

Diagonal Stays. — ^When it is desired to have the central 
portion of the shell free from stays, the end-sheets are stayed 
to the shell instead of to the opposite end by means of diagonal 
stays. The stays are constructed in various ways, but in 
principle are similar. To the head. Fig. 70, is riveted a tee- 




FiG. 70.— Diagonal Stay. 

iron, and to it the forked end A of the stay B is fastened by the 
stay-pin C. At the other end the rod is flattened out and riv- 
eted to the shell, or attached to a separate piece, as shown in 
the figure. A flattened end is usually spoken of as a crow- 
foot. In this manner the pressure which tends to bulge the 
head outward is transmitted to the shell. The stay-pin is held 
in place by a nut, which is prevented from backing off by a 
Split-pin D. Sometimes a split-pin is used in place of the nut. 
In some instances the end of the stay-rod is flattened and held 
between angle-irons. The pin form of end is sometimes used 
for through-stays instead of nuts and washers. 

Girder Stays. — To support the top of a combustion cham- 
ber of a Scotch marine boiler, girder-stays are used. These 
stays, Fig. 71, are formed of two plates AA, bolted together 
with distance-pieces or thimbles B on the bolts to separate the 
plates a definite amount. The plates forming the girder rest 
only on the side-sheets of the combustion chamber, so that 
water can be in contact with as much of the top-sheet as pos- 
sible. The loads from the stay-bolts CC are carried by the 
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girder. These bolts are screwed into the crown-sheet and 
have nuts beneath, which, screwing- against the sheet, stiffen 
the plate as well as make a tight joint. A thimble is placed 
between the girder and crown-sheet to prevent the sheet being 
distorted when the nut on the upper end is tightened, an4 also 




Fig. 71 Girder Stay. 

to make the girder and plate stiffer. The distance-pieces be- 
tween the plates of the girder also serve"*"lh'e~same 'purpose. 
When a girder-stay is used in locomotive practice it is so long 
and the load is so great that it is furnished with supports be- 
tween the ends. The supports are fastened to the shell over 
the fire-box by sling-stays. Fig. 72. The girder-stay on a 
locomotive is called a crown-bar, and is formed of a special 
heavy * * tee ' '-iron. To the crown-bars are attached the short'* 
stay bolts, with thimbles to keep the crown-bar the proper dis- 
tance from the sheet. The sling-stays AA are shown attached 
to tee-irons riveted to the shell. They are formed of two 
plates, one on each side of the tees, and fastened to them by 
the stay-pins BB. 

Gusset-stay. — In the Galloway Boiler is found another 
method of staying the heads. This is by the use of a gusset 
stay, which consists of a metal plate A, Fig. 73, extending 
from two angle-irons on the head to two on the shell, being 
riveted at each end. This form of stay makes a very rigid 
connection, and for that reason is not used as extensively as 
the other types mentioned above. 

Tubes. — ^The boiler-tubes act as stays, and where used no 
other stays are necessary for that portion of the tube-sheet. 
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These tubes are generally made seamless when of steel or brass 
and welded when of iron. In the Scotch marine boiler it is 





customary to make certain of the tubes, called stay tubes, 
heavier than the others, and to upset and thread their ends. 
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These tubes, shown at A, Fig. 74, are screwed into the plate, 
and sometimes nuts are used over the ends of these stay-tubes, 
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Fig. 73.— Gusset Stay. 

giving the tubes a stronger hold on the plate. The ordinary 
tubes B of Fig. 74, are held to the tube-sheet by expanding 




Fig, 74. — ^Boiler Tubes and Ferrules. 

against the plate, using a special tool called an expander. 
After this operation they are beaded over by another tool form- 
ing the end shown at a. Fig. 74. 
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To protect the ends of tubes against the intense action ot 
the flame, ferrules by Fig. 74, are used. These are pieces of 
malleable iron with a projecting lip, which, when driven within 
the tubes completely cover the exposed ends. 

Manholes and Handholes. — For the proper inspection 
and cleaning of a boiler oval openings are provided as men- 
tioned in Chapter I. These openings vary from eleven by 
fifteen inches for a manhole to four by six for a handhole. 
They are made lohger in one direction, so that the cover, which 
usually has a flange projecting about one inch over the opening^, 
on the inside, can be put in place from the outside of the boiler. 
If a cap is bolted -on- the Outside, it may,, of course, be circular. 
The manhole in Fig. 75 shows their construction. The flange 




Fig. 75. — Manhole and Cover, 
of the cover is held against the plate by the steam pressure and 
by the yoke or dog A. This keeps the plate in position and 
the joint tight when the pressure is low. The joint between 
the plate and the cover is kept tight by a piece of sheet-rubber 
with cloth insertion, called a gasket. Gaskets are also made 
of metal, of asbestos, and various compounds. Handholes are 
of similar construction. 
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Soiler'Supports. — To carry a return tubular boiler, the 
common method is to use cast-iron brackets, Fig. 76, which, 




Fig. 76.— Bracket. 



riveted to the shell, transmit the weight to the side-walls. 
This is not always advisable, as the expansion and contraction 
of the boiler is apt to crack the setting, unless the back brack- 
ets are carried on rollers. A better way is to support the 
brackets on iron columns which are properly braced, but free 
from the setting. The bracket has a large web to stiffen it, 
and should be made of tough iron. 

As shown in Fig. 8, the water-tube boilers are usually car- 
ried by straps passing around the drums to a girder, which is 
carried on iron columns. This forms a good support and the 
setting is not liable to crack as the shell expands. Small 
boilers are carried by rings and hooks, a ring being riveted to 
the shell, and this fastened by a hook to an overhead beam. 
The methods of supporting the Cahall, the locomotive, and 
the marine boilers were described in Chapter I. 

Although it is proper to have the brickwork free from the 
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boiler, it is always well to have the masonry so arranged that, 
should jany support break, the boiler will be carried by the 
walls or an auxiliary pier. 

Brickwork and Other Masonry. — Wherever the 
fire is intense fire-bricks are used. These bricks are made of 
a special clay which will withstand the action of-gases at high 
temperatures. The bricks are bound together with fire-clay* 
and only the burned edges of the brick should be exposed to 
the fire. That is, wherever a brick has to be cut, its' cut 
edge should never be exposed, as this is soft and is (jufckly 
eroded by the flame. v 

For the remaining part of the setting, hard red bricks are 
used which are bonded together with lime mortar, /^ome of 
these bricks, of a very hard texture, have been used'^lor flue- 
lining and are giving fair results, even though expos<ed to high 
temperatures. ; 

For the foundations of boilers and boiler-settings stone- 
masonry or concrete is used. Concrete is a mixture^pf cement, 
sand, and broken stone; and, when properly made, is very 
strong, acting as one large stone under the entire boiler. 

To prevent the walls from spreading, vertical cast-iron 
beams, called buckstaves, are placed on the outside of each of 
the walls, and are held together at the top and bottom by stay- 
rods. The*' form of the buckstave is shown in Fig. JJ. It is 




Fig. 77.— Buckstave. 
a cast-iron plate with a rib on the back to stiffen it. The 
boilers in which columns and overhead beams are used are not 
built with buckstaves, as the columns answer the same pur- 
pose. The method of using buckstaves is clearly shown in 
Fig. 6. 




Fig. 78. — Section of Single Cylinder Pump. 
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CHAPTER III. 

BOILER ROOM AUXILIARIES. 

Pump. — The feed-water is forced into the boiler by a 
pump or by an injector. The steam-pump, although not 
efficient as a steam user if the exhaust-steam cannot be utilized, 
is so reliable and requires so little attention that its use is 
almost universal. A pump is shown in Figs. 78 and 79. A 
is the steam-cylinder and B the water-cylinder, made of cast 
iron. Within these cylinders are the pistons C and D, which 
fit tightly against the walls, being connected by the piston or 
pump-rod E. Suppose the right-hand end of A to be open to 
the air, and the left-hand end to the steam-pipe, the steam will 
push the piston to the right, driving the water from the right- 
hand end of B, through the valve F into the feed-line. While 
the piston D moves to the right a partial vacuum is formed 
behind the piston, and water is drawn through G from the 
source of supply. When the pistons reach the extreme right, 
or, the end of the stroke, this operation is reversed by the 
valves H and I * and the piston is driven backward to the left, 
steam entering on the right of A, while that on the left escapes 
to the atmosphere. The total pressure on the steam-piston 
equals the steam pressure per square inch above the atmosphere 
multiplied by the area of the piston, and that on the water end 
equals the water pressure multiplied by the area of the water- 
piston. These two total pressures are almost the same, the 
total steam pressure being greater by the amount of friction in 
the pump. Therefore, if we make the diameter of piston C 
sufficiently larger than that of the piston D, the water pressure 

* See page 187 for full description of this action. 
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Fig. 8o. — Warren Duplex Pump. 



{To face paire -Jl.) 
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Will be so much higher than that of the steam that the dis- 
charge will overcome the friction of the pipes and valves and 
enter the boiler against the pressure of the steam which drives 
the pump. 

The air-chamber K is placed on the pump to equalize the 
pressure in the discharge-pipe, as, when the pump reverses, 
there is usually a change in the velocity of the water, which 
produces a variation in the pressure, and is apt to cause a shock 
to pipes and pumps. The air which is above the water acts as 
a cushion, either keeping up the supply to the main when the 
pump slows down, or receiving the excess pressure when there 
is an increase in the discharge. 

At times two pumps are placed side by side, as shown in 
Fig. 80, forming what is known as a duplex-pump. In this 
case the piston-rod of one pump controls the movement of 
the steam-valve of the other. 

The water-piston shown in Figs. 78 and 79 is so constructed 
that rings of hemp, flax, or canvas indurated with rubber, can 
be placed between two discs and forced against the cylinder 
walls, making a water-tight joint. This canvas, or hemp, is 
called packing, and the piston is said to be inside-packed. 
When this packing is not tight, water will leak from one side 
to the other. This leakage cannot be seen, and,. to make sure 




Fig. 81. —Outside Packed Plungers. 

that there is none, the outside^packed plunger, as shown in 
Fig. 81, is used. This plunger is forced into the water con- 
tained in the pump-cylinder and thus drives it out. When the 
plunger is withdrawn there is a vacuum produced and water 
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enters to fill the space. The only place water can leak around 
this plunger is at the stuffing-box K, which is packed in a man- 
ner to be described later. Should leakage occur, it is easily 
seen and the gland tightened to prevent it. 

A pump is designated by the diameter of its steam-cylin- 
der, the diameter of its water-cylinder, and the stroke. Thus, 
a 4"X 3"X4i" pump is one in which the steam-cylinder is 4" 
diameter, the water-cylinder 3'', and the stroke 4^". 

Bot^well. — The pump may draw water from a vessel 
below the level of the pump, usually termed the pump-welL 
When, however, there is any hot water available, whether as 
condensed steam from the engine or from any other source, it 
\s discharged into this well, which is then called a hot-well. 
Heat is thus saved, which increases the efficiency of the plant. 
As water is raised because of the vacuum produced in the 
water-cylinder of a pump, hot water, cannot be lifted through 
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Fig. 82.— Foot-valve and Strainer. 

any great height, as under the reduced pressure steam is given 
off, preventing the formation of a vacuum. In this case the 
hot-well should be placed as near the level of the pump as 
possible, if it cannot be placed above it. 
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A foot-valve is usually placed at the lower end of the suc- 
tion-pipe of a pump. This valve, Fig. 82, is really a large 
check-valve to which a strainer A is often attached. The 
valve-disc is faced with leather and moves upward when the 
pump draws water. The spindles BB guide the disc. The 
leather is held between two plates and rests on the seat C, 
which is part of the casing. 

Injector. — ^The general method of feeding locomotive 
boilers is by the injector. This is an apparatus in which steam 




Fig. 83. — ^Diagram of Injector, 
is allowed to obtain a high velocity, and, on being condensed 
by coming in contact with a stream of cold water, gives up 
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part of its momentum, so that the mixture enters the boiler 
against the pressure of the steam. Fig. 83 shows the scheme 
of an injector. The steam enters at A, through the valve B, 
and in expanding from the boiler pressure to that at the nozzle 
C, part of the heat energy of the steam is changed to kinetic 
energy. The shape of the nozzle is such as to permit ot the 
gradual increase of velocity, which is so great on leaving C 
that there is a vacuum formed in the chamber E and water is 
drawn up the suction-pipe F. The water condenses the steam, 
and the impact of the steam greatly increases the velocity of 
the water. When water is flowing in a pipe with a given 
velocity and under a given pressure, a decrease of the velocity 
is accompanied by such an increase of pressure that the sum of 
the kinetic and potential energies of the water remains con- 
stant. This assumes no losses from friction or other causes. 
In the injector the high velocity at G of the mixture of water 
and steam is so reduced by the enlargement of section at H 
that the pressure is sufficient to open the check-valve I and 
force the water into the boiler. Should too much water enter 
at F, some will be discharged at the overflow K through the 
openings at G. This may be prevented by moving the inner 
tube Z so as to make opening around C smaller. 

The injector is of special value as a boiler-feeder because it 
heats the water and is very efficient. As a pumping device it 
is inefficient, because such a small amount of the energy of the 
steam is usefully employed. This, however, is no objection 
when we can use the heat remaining in the water, as is the 
case with boiler-feed apparatus. Injectors are sometimes diffi- 
cult to adjust, but with a little experience they are easily 
managed. 

Fig. 84 shows the Little Giant Injector. Water enters at 
A and steam at B. The discharge takes place at C. The 
steam supply is controlled by a globe valve, and enters through 
the nozzle D. In the combining-tube E it mixes with the 
water which has been lifted because of the vacuum produced. 
The mixture then enters the discharge-tube F which so in- 
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creases in cross-section that the velocity of the water is quite 
low when it reaches the check-valve in the discharge-pipe. 
The pressure at G is usuaHy below that of the atmosphere, but 
if too much water is drawn into the injector the pressure in G 
rises and the water under this higher pressure opens the over- 
flow-valve H, discharging through the overflow K. To cor* 




Fig. 84.— Little Giant Injector. 

rect this, the combining-tube is moved to the left by the handle 
I, thus partly closing the opening between the nozzle D and 
the combining-tube, and so checking the supply of water. 

To start the injector the water-valve is opened, and then 
the steam is turned on through the steam-valve. This raises 
the water, which mixes with the steam in the combining-tube, 
and discharges through the overflow until it attains such a 
velocity that it will raise the check and pass into the boiler. 
If the combining-tube is not correctly placed water will con- 
tinue to issue from the overflow, and the tube should be moved 
by the handle I until there is no discharge. To stop the in- 
jector the steam is shut off and the water- valve closed. This 
injector will not raise its supply of water through a very great 
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height, and where a supply has to be lifted an auxiliary appa- 
ratus is employed. 

Sellers' Improved Self-acting Injector.— Another form of 
injector is shown in Fig. 85 and Fig. 86. It belongs to the 




Fig. 85.— Sellers' Injector— Section. 

automatic restarting type. Should the water-supply to this 
injector be broken from any cause, the injector would restart 
on the supply being re-established, and, as the steam pressure 
changes, the quantity of water is automatically regulated so 
that the discharge continues. This is not the case in the 
simple injector. 

To operate this injector, the steam-supply valve is opened 
and the handle A is pulled to the left a short distance, which 
admits steam from the pipe B through the small openings C. 
This steam, in passing between the nozzles D and E, creates 
a vacuum in the space F and raises the water from the supply- 
tank through G. This water escapes through the openings 
H, I, and K into the space L and thence through the over- 
flow-valve M to N. When water appears at the overflow 
the handle A is drawn further to the left, allowing steam to 
enter the central portion of the nozzle D, and this, coming 
in contact with the ring of water, combines with it in the com- 
bining-tube O and finally enters the boiler, passing the check- 



BOILER-ROOM AUXILIARIES. 



79 



valve P. Should the supply of water be discontinued from any 
cause, the small jet through the openings C will cohtinue to 
produce a vacuum in F, so that water will be immediately 
drawn up if the supply is re-established. The overflow-valve 
M can be held down by the cam and lever Q. This is done 




Fig. 86.— Sellers' Injector. 

when it is desired to heat the supply or to clean the strainer 
on the supply-pipe. The valve being closed steam is admitted 
to the injector and fills the space F and passes down the 
suction-pipe. 

When the injector is in operation, and the steam pressure 
rises, a partial vacuum is produced in the space L which draws 
water through the valve S. This water enters the small holes 
H, I, and K, and is forced into the boiler. With a reduction 
of the steam pressure the vacuum in F falls and less water is 
raised to unite with the steam in the combining-tube. The 
valve T, operated by the handle U, serves to regulate the quan- 
tity of water fed to the boiler. 

Feed'Water Heaters. — To save some of the hieat which 
would otherwise be wasted in the exhaust-steam from engines, 
and to partially purify the feed-water, feed- water heaters are 
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used in modern boiler plants. They are of two types, the 
Open heater and the. closed. In the former steam comes in 
contact with the water, and providing there is sufficient steam 
it raises the temperature of the water to 212'' Fahrenheit, the 
excess steam passing to the atmosphere. In the closed heater 
the water to be heated is not open to the atmosphere, and the 
temperature can be raised to boiler temperature if desired. In 
an open heater the heat of the exhaust-steam is partially saved 
and the water enters the boiler purer, because this heating 
drives off any carbonic acid gas and causes some of the dis- 
solved carbonates to be precipitated. If the water is then 
allowed to move slowly, the sediment will collect and the clear 
water can be drawn off. There are certain impurities which 
do not separate at this low temperature, and for them some form 
of heater must be used in which the temperature will reach the 
point at which these salts are precipitated. A heater in which 
the steam and water do not mix is apt to have scale form on 
the metallic surfaces, and hence become inefficient. The 
Cochrane feed-water heater and purifier is a type of open 
heater. It is shown in Figs, ^7 and 88. The cast-iron sides 
A are strongly ribbed and bolted together, the joints being 
rust-joints, calked on the inside. At the proper points stay- 
rods hold opposite sides together. Water enters at the top 
through the regulating- valve B, and is distributed over the trays 
C, from which it finally drops into the settling-chamber. The 
water is broken up as it runs over the trays, or from one tray 
to the next, so that it comes in close contact with the steam 
which fills the upper portion of the shell. On these trays the 
deposits are precipitated. The mineral matter, or other im- 
purities which fall from the trays, is filtered out by the filter- 
ing-bed of crushed coke X at the bottom of the shell. Finally, 
the water is drawn from the outlet D after passing through the 
perforated plate E. The casing contains a large, hollow ball- 
float F, which actuates the regulating-valve B, opening it when 
the level of the water falls, and closing when the water reaches 
the proper height. Fig. 87 shows the arm and shaft of the 




Pig. 87. — Cochrane Feed-water Heater. 
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bell-crank lever to which the float is attached, and the rod lead- 
ing to the regulating-valve. This rod contains a turnbuckle 
G, Fig. 88, by which the height of the water can be adjusted, 

w 




Pig. 88.— Section of Heater. 

as the changing of the length of the rod H necessitates a new 
position of the float when the valve is closed. 
• Steam enters at the inlet I, and striking against the plate 
K, containing ribs, deposits its oil, and on passing around the 
sides of K enters the steam-chamber L. It has a free path 
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to the steam-outlet M, but should there be much cold 
water on the trays the steam is drawn in that direction 
because of the steam condensation and consequent reduction 
in pressure. 

N is the skimmer, an opening above, the high-water level 
by which the oil or other floating impurities can be skimmed 
off by holding down the float-arm and thus allowing more 
water to enter than is necessary for the pump supply. The 
water-level rising, the excess passes off into the water-seal O, 
carrying with it the matter floating on its surface. The oil and 
water, separating from the incoming stfeam, fall through the 
drip-pipe to the water-seal O, and thence to the waste-pipe P. 
This water-seal is a box containing a partition, the water being 
introduced near the bottom. The water must then rise to the 
top of the partition before it can fall to the waste-pipe. The 
object of the seal is to prevent air being drawn into the heater 
when there is a slight vacuum produced during low steam-sup- 
ply. At the lower part of the shell is placed the blow-off R, 
by which the water may be drawn off when it is necessary to 
clean the heater. In front of each nest of trays are the tray- 
doors S, and lower on the shell are the charging-doors T and 
the manhole door V. These doors are so arranged that 
when necessary the heater can be quickly cleaned and again 
placed in service. The water-glass shows the height of the 
water. 

Fig. 89 shows the Hoppes feed-water heater and purifier, 
which is formed of a series of trays in a shell, from each of 
which the water passes into the one next below in a thin sheet. 
Live steam is introduced into the shell, and the water is heated 
so that the salts are precipitated and deposited on the top and 
bottom surface of the trays, while the sediment in the water 
has a chance to settle. The door swings out of the way to 
permit the removal of the trays. 

The Wainwright feed-water heater (closed heater) i^ 
built with a number of tubes, through which the feed passes 
while the steam passes around the outside, as shown in Fig. 90. 




Fig. Sf). — Hopjx»'s Heater. 
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Water enters at the bottom at A and leaves from the top at B, 
passing through the corrugated copper tubes which are sur- 
rounded by exhaust steam. The steam enters at C and leaves 
at D. Blow-off pipes are connected at E and F, and a safety- 
valve at G, to relieve the pressure if both inlet and outlet 
valves are closed. . . 




Fig. 90. — Wainwright Heater. 



Green Economizer. — To save some of the heat which is car- 
ried away by the gases escaping from the boiler various forms 
of economizers have been proposed, differing mainly in details. 
They consist of a series of pipes placed between the boiler and 
the stack, through which the feed-water passes. The temper- 
ature of the water is raised, and, as the water is under more 
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than atmospheric pressure^ it is possible to have the iFeed tem- 
perature above 212° Fahrenheit. The economizer should not 
be built too large, as it would then destroy the chimney draft 
by cooling the gases too much, and hence render it necessary 
to use some form of blower. 

The Green .Economizer consists of sections of pipe, each 
section being fastened on two castings A, called manifolds, 
shown in Fig. 91. These manifolds serve the same purpose 
as the headers in a water-tube boiler; that is, they distribute 
the water at the lower end of the pipes or tubes and collect it 
at the top. The manifolds are all joined by two longitudinal 
manifolds BC, one at the top and another at the bottom. 
Water enters the various sections from the pump, and rising 
through the tubes, which are about four inches in diameter and 
nine feet long, is heated and conducted to the boiler through 
the collecting-manifold C at the top. 

The tubes are furnished with scrapers D, which are raised 
and lowered by the chains which pass over the chain-wheel 
E at the top. These chain-wheels are driven by gearing 
actuated by some auxiliary ap- 
paratus. That the tubes may be 
cleaned of sediment and scale, 
which will collect from water con- 
taining salts in solution, the top 
and side manifolds contain caps F. 
The economizer is placed in the 
flue leading to the chimney, and 
when necessary to repair it, the 
gases are conducted to the stack 
through an auxiliary flue. 

Feed and Blow-off Idnea. 
— In large plants the feed for all 
of the boilers is taken from a main 
feed-line, which extends the length Fig. 92.~Feed.line Connections, 
of the boiler-house. This line is connected to each boiler 
by a branch, and the connection should be made as 
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shown diagrammatically in Fig. 92, so that, when hot water 
is used there will be no danger of breaking the pipe-fittings 
from the expansion of the Une. A pump supplies the line 
with water, which may have been drawn from an open 
heater or forced through a closed heater or economizer. 
It is a good plan to have two pumps attached to the feed- 
line, that one might be overhauled without crippling the ser- 
vice. In all installations duplicate machines, or parts, are 
advisable, to be used in case of emergency. Injectors are 
sometimes supplied in addition to feed-pumps, and these are 
often connected with a separate supply-pipe. 

As the steam-piston of a pump is so much larger than the 
pump-plunger, the water pressure becomes very high when all 
the feed-valves on the branches are shut off. A safety-valve 
or a pump regulator should be used as a safeguard against the 
breaking of the feed-line. A pump regulator is so constructed 
that when the pressure in the feed-line becomes high the pump 
is automatically shut off. 

The blow-off pipes from each boiler are connected to a 
main blow-off, and this is led to a large tank, called the blow- 
Off tank. This tank is supplied with a drain and a large vent 
to discharge the steam before the water enters the drain. A 
blow-off tank is always advisable to reduce the velocity of the 
issuing water. If the blow-off discharged directly into a sewer 
the steam produced would cause much annoyance, and the 
scouring action of the stream of water would probably ruin the 
sewer. This practice is generally forbidden. 

Draft. — To burn fuel, sufficient air must be brought in 
contact with it to unite with the carbon and hydrogen. The 
air may be drawn through, in which case it is said to be in- 
duced, or it may be forced through the fuel, giving the system 
of forced draft. 

Natural Draft. — As air is heated it expands, and so be- 
comes lighter. If this heated air is allowed to issue into a 
colder atmosphere it will immediately rise, as it is lighter than 
the surrounding air. If a chimney is made so that the gases 
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Will not lose their heat, and if this chimney be filled with heated 
gases, their weight is so much less than that of the same height 
of cool air outside that there is a strong tendency for the 
heated gases to ascend. This produces a partial vacuum in 
the furnace and so draws the air through the fire. 

Natural draft, although simple in theory, is costly, as the 
gases carry off from twenty to thirty per cent of the heat in the 
coal. If an attempt is made to save this heat by economizers 
the draft is partially destroyed, and hence schemes have been 
proposed to abstract all of this heat by an economizer and use 
a fan at the base of a very short stack to draw air through the 
fire and the gases through the economizer. This method of 
induced draft has been installed in several large plants, but its 
real saving is questionable. 

The economizer must be kept clean both internally and ex- 
ternally, and the engines and belts driving the fans must be 
cared for. In place of a large stack a small inexpensive one 
is used, and in place of the gases entering the stack at from 
400° Fahrenheit to 6qo° Fahrenheit, they enter the flue at 
about 200° Fahrenheit. These are both items of economy. 
Of course an economizer, an engine, and a fan are required, and 
partly offset the cost of the stack, and the cost of repairs, 
attendance, and steam is considerable. , 

Fig. 93 shows the construction of a steel stack. These 
stacks are quite extensively used because of their cheapness and 
ease of construction. The stack is supported on a foundation 
of concrete or stone masonry, being fastened to it by heavy 
bolts about 2^'' in diameter. These bolts are attached to 
brackets riveted to the lower ring. The rings are all made of 
steel plates riveted together with lap-joints. The lining, or 
core, of the stack may be carried by the lower part of the 
stack, or may be supported by the foundation. It is made of 
different thicknesses of brick masonry, which may be faced with 
fire-brick, although there are instances in which red bricks 
have been used throughout. A ladder is usually riveted to 
the stack, so that the top may be reached when necessary. 
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FlG. 93 Steel Stack. 



Fig. 94 — Brick Stack. 
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A terminal band is usually added at the top for a finish. The 
flue enters a large opening A at the bottom, while at B is an 
opening by which the chimney and flues may be cleaned. 
Small stacks are sortietimes built without linings, but this is 
not advisable. The stack shown is 170 feet high, 10 feet in- 
side diameter, and intended to be used for 2500 horse-power. 
The steel plates vary from f" to J'' in thickness, the courses 
being 5 feet wide. The rivets in the horizontal seams, are f ' in 
diameter and of 3^" pitch. This seam is double-riveted while 
the vertical seam is single-riveted. A vertical section of a 
brick stack is shown in Fig. 94. This stack has a core sep- 
arated by an air-space from the walls of the chimney. Both 
the stack and the core should be protected from the weather at 
the top. This stack is 140 feet high, 8 feet inside diameter, 
and is intended for 25O0 horse-power. The outer wall varies 
from 26 to 9 inches, and the core from ,13 to 4 inches in thick- 
ness. 

Induced Draft. — Another system of induced draft is that 
used on the locomotive. The steam discharged from the cylin- 
der is delivered through a nozzle, so shaped that the velocity 
of steam at exit is high. This discharge occurs below the base 
of the stack, and draws with it gas from the smoke-box, pro- 
ducing a partial vacuum in the tubes and fire-box, so that air 
is drawn through the fire. In this way so much air is supplied 
that an intense fire is produced. So strong is this induced draft 
that with soft coal (bituminous) the rate of combustion some- 
times reaches 200 pounds, while with natural draft from 20 
to 30 pounds is considered excellent. With hard coals this 
rate is much lower, being from 10 to 15 pounds per square 
foot of grate per hour with natural draft, while in locomotives 
it is from 75 to 125 pounds. Fig. 95 shows a blast-pipe. AB 
are the exhaust-passages from the two cylinders, which enter 
the two boxes CD, forming the exhaust-nozzle. The nozzle 
terminates in two circular openings, into which the thimbles 
E are placed, making the velocity of the exhaust-steam 
greater, and thus increasing the draft. 
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On tug boats and in steam fire engines the exhaust is dis- 
charged in the stack to aid the draft. A steam jet is some- 
times discharged in the stack to be used when the engine is at 
rest or when the natural draft is not sufficient. 




Fig. 95 — ^Blast Pipe (Locomotive). 

Forced Draft. — With marine boilers forced-draft systems 
are used. In one system the air is forced into the ash pit, 
which is closed, and in another, the air is forced into the fire 
room or stoke hold. These are called respectively the closed 
ash pit and the closed stoke-hold system of forced draft. 

In the first system the air is drawn from the outside or from 



BOILER-ROOM AUXIUARIES. 



91 



the stoke-hold by a fan-blower, and then, as in the Howden 
system, Fig. 96, it is forced through a series of tubes which 
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are surrounded by the hot gases leaving the boiler. The air 
enters the ash-pit and passes through the grates. Some of 
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the heated air is allowed to enter above the coal, and thus to 
burn any unconsumed gases. 

Fig. 96 shows this system applied to a Scotch marine boiler. 
The air from the fan enters from the, pipe A at the center of 
the boiler and passes around the tubes B to the ' outside, and 
thence down to the reservoir C around the fire-doors. From 
this reservoir the heated gas can pass the butterfly- valves DD 
into the ash-pit, or through the gridiron- valve E to the fire- 
box. The valve E is formed like a gridiron, with bars which 
cover slots in the surface over which it moves. The butterfly- 
valves are similar to dampers. Handles FG in front of the 
casing control these valves. 

When it becomes necessary to" fire more coal the draft is 
shut off and the fire-door opened. Should the draft not be 
closed off, the flame from the fire-box would be driven into the 
stoke-hold on opening the fire-door, and so endanger the life 
of the stoker. To prevent this, a locking device is used, so 
arranged that before the door can be opened the draft must be 
shut off. With a closed stoke-hold this danger does not exist, 
as the whole room is under the higher pressure, air being forced 
in by blowers. All the openings into this room are made by 
double doors forming *^ air-locks,** so that entrance can be 
effected without permitting the confined air to escape. It is 
claimed that this method makes a cooler fire-room, but should 
the air for the closed ash-pit system be taken from the room, 
there will be just as much fresh air brought into the stoke-hold. 
An objectionable feature of the closed stoke-hold system is 
that while firing, there is a great inrush of cold air, which is 
apt to loosen the tube-joints. 

In the Howden System the heated air not only saves some 
of the heat which would go off with the chimney gas, but also 
produces a more intense fire. In either of these systems, as 
the draft is produced by the blower, it is not necessary to de- 
pend on the heated gases for draft. The object of forced draft 
is to increase the rate of combustion, thus producing more 
steam from the same boiler. This is necessary on war and 
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merchant vessels where high speed is desired, because the space 
occupied by the additional boilers, to give the necessary steam, 
cannot be allotted to the engineering department. 

JDamper Regulators* — The fireman watches the water- 
column on the boiler and adjusts the feed-valve so that the 
level is nearly constant. To keep the pressure of the steam 
constant he must move the damper, opening it when the press- 
ure falls, or closing it when it rises. If more steam is re- 
quired than a boiler is producing, the pressure will gradually 
fall, and, to prevent this, coal must be burned at a higher rate 
of combustion. This is accomplished by opening the damper 
and thus allowing more air to be drawn through the fire, con- 
suming more coal. Should the demand for steam decrease, 
the steam pressure would rise and the damper would be closed 
to accommodate the new conditions. To do this automati- 
cally, and to keep the pressure more nearly uniform, the dam- 
per regulator has been invented. 

The Patterson damper regulator is shown in Fig. 97. It 
consists of a cylinder A, with the piston B, the piston-rod 
being connected with the damper of a boiler, or with a series 
of dampers, by the wire rope C. Water enters A from the 
pipe D through the regulating-valve E arid pipe F, raising the 
piston and so closing the damper. This admission of water is 
controlled by the valve E, which is pushed upward by the 
spring G when the arm H is raised. In the position shown in 
Fig. 97 the valve is pushed down, allowing the water in A to 
be discharged through the overflow I by the pressure exerted 
by the weights J. When the valve is raised by the spring the 
upper disc of this balanced valve closes off the overflow and 
allows the water from F to enter D through the center of the 
valve. The arm H is attached to the clamp K, which slips 
over the lever L and is fastened by a thumb-screw. This 
lever, having a fulcrum at M, is raised by the piston in the 
cylinder N. This piston rests on a flexible diaphragm, which 
is bolted between flanges, thus making a movable joint not 
liable to leak or corrode. The pipe O, which is filled with 
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water, is connected to the steam-line, so that the water is under 
the pressure of the steam, and this acting on the bottom of the 
diaphragm tends to lift the lever L against the weights P and 
Q. When the steam pressure rises sufficiently the lever is 
raised until it strikes the upper stop at R, allowing the valve 
to rise. This admits water under pressure into A, and thus 
moves B upward, closing the damper. As soon as the press- 




FiG. 97.— Patterson Damper Regulator. 

ure falls the lever drops, and this forces the valve downward, 
discharging the water from A and opening the damper. The 
regulator is carried on a shelf S and the brackets T. The 
fitting below F contains a strainer to prevent the valve E from 
becoming clogged, and W is an overflow to remove any water 
that may leak past the piston. This water is discharged 
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through a pipe into a main overflow I. The pressure of the 
water in pipe D does not affect the setting of the regulator, as 
it acts on the two discs of the balanced valve E and produces 
no pressure on the lever. Around the valve is a bushing, form- 
ing the ports; this is easily renewed, when worn, by removing 
the caps from the top and bottom of the valve-case. 

Conveyers and Sins. — The method of handling and 
storing coal has undergone great changes in the last ten years. 
In many stations the coal and ashes are not touched from the 
time the coal leaves the cars to the time the ashes are dumped 
into the railway car for removal. . This has been rendered 
possible by the invention of the conveyer and of the automatic- 
stoker. ,^ 

The coal is brought. to the fire-room in carts or cars and 
dumped into a bin below the driveway. From this point it 
falls into the buckets of a conveyer, which are drawn by an 
endless chain to a high level, where they discharge into bins 
over the boiler. Coal which is not uniform in size is usually 
passed through a crusher before passing into the conveyer. 
The coal then falls through spouts into the hoppers or maga- 
zines of the automatic-stokers. The ashes from the stokers 
drop into a hopper and are carried by a conveyer at the proper 
time to a convenient storage-place, from which they can be 
discharged into carts or cars. There are many modifications 
of this system to meet some special requirements, or to con- 
form with the ideas of some engineer or designer. 

Fig. 98 shows a plant installed by the Link Belt Engineerr 
ing Co., in which a boiler-house of two stories is supplied with 
coal through spouts from the bins above the boilers. The 
same conveying-buckets which carry coal are used for ashes, 
which are discharged when necessary from hoppers beneath the 
boilers. The ashes are dumped into their storage bin by mov- 
ing the tripping apparatus, which causes the bucket to dis- 
charge at any desired point. 

In using coal an accurate account should be kept of the 
amount used, so that the cost of running the plant can be ascer- 
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Fig. 98.— Link Belt Conveyers. 
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tained, and for that purpose automatic scales have been designed 
which work in conjunction with the coal-handh'ng apparatus. 

Steatn^line. — The various boilers in a plant are usually 
connected to a large steam-line, which conveys the steam to 
the engine-room where it is distributed to the various engines. 
This line should be of ample size and carefully erected, provi- 
sion being made for expansion and draining, two of the most 
important considerations in designing a steam-line. When a 
pip^-line is carrying steam at one hundred pounds pressure the 
temperature is such that the expansion in fifty feet is about one 
inch, and the connections must be so made that there is no 
danger of breaking fittings by pulling them out of line. To* 
make this clear, consider the exaggerated case in Fig. 99, - 




Fig. 99. — Incorrect Branch Steam Connection. 

which shows a branch A taken from the main steam-line B. 
In the right-hand diagram the main line has moved to the left 
of its original position, and the cast-iron fitting which unites 
the branch to the main tends to keep them at right angles. 
When heated the pipes are bent as shown and this often breaks 
the * * tee. * * To avoid this the joint should be made as shown 
in Fig. 100, with elbows AB, the nipple C, and the pipe D. 
The nipple turns in the thread of the elbow and allows the ex- 
pansion to occur without breaking any of the fittings. In con- 
necting the separate boilers to the steam-line this method is 
used, although bends with a stop-valve at the top, as shown 
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in Fig. 55, are often used. The threads in the flanges at the 
bottom of the bends will give, and the bend itself will permit 
of some displacement. 




Fig. icx). — Correct Branch Steam 
Connection. 



Fig. ioi.— Swing Ells. 



Expansion- joints. — When a point on the line is to remain 
stationary it has to be anchored by means of straps to some 
fixed point, such as a wall or girder, and if two such points 
occur on the line, some form of an expansion-joint must be 
used to take up the expansion between them. When the line 
is long, it is advisable to divide the expansion between several 
parts. 

A simple form of expansion -joint is shown in Fig. loi. 
Here the joints at A and B or C and D move and allow the 
pipes EE to open out as the pipes FF contract and separate. 
This form of joint is cheap and effective when properly con- 
structed. Another form is the ezpansion-bend, as shown in 
Fig. 1 02. It is made of copper or iron, and by bending 
allows the movement of the pipes to which it is attached. 
The corrugated copper expansion- joint is shown in Fig. 103. 
This allows for the expansion in a pipe-line by the compres- 
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sion of the corrugations. A form shown in Fig. 104 is used 
when none of the preceding are applicable. The body A is of 





Fig. 102. — Expansion-bend. Fig. 103. — Corrugated Expansion- joint. 

cast iron with a brass sliding-sleeve B. The sleeve slides 
over the body A as the pipes change length. To keep the 
steam from leaking around the pipe the space C which is left 
between the two pipes is filled with some form of hemp or pat- 




FlG. 104. — ^Packed Expansion -joint. 

ent packing, pressed tightly against the pipe by forcing in the 
gland D. The gland is moved by the bolts and nuts E. To 
prevent this expansion-joint from separating if the anchors fail 
to hold, or where two joints occur without an anchor between, 
safety-bolts FF are provided, which limit the amount that the 
joint can open out. 

^cation of Valves. — Steam-valves should always be 
placed on the highest point of the line, so that no water can 
collect on either side of them. If placed at a lower point the 
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upper side should be drained, so that no water can remain 
there. The pressure side of the valve should always be the 
lower side in case of a globe valve, so that when closed the 
stuffing-box can be easily repacked, which could not be done 
with steam around the spindle. When possible the valve 
should also be placed with the stem horizontal, as this to some 
extent prevents a water-pocket being formed. 

Pipe-supports. — The pipe-line is usually supported by 
hangers, Fig. 105, carried on brackets on the wall or from 




Fig. 105.— Pipe-hanger. 



girders, and in some cases by columns extending from the 
floor. These hangers A should be so made that the pipe can 
move freely. To accomplish this the suspension-rods Bare 
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long, or, when columns are used, the pipe is so held that it 
can easily slide or move on rollers. 

Drips and Traps. — The steam-line should be erected with 
a gradual inclination downward in the direction in which the 
steam is moving. The water tends of itself to move in this di- 
rection and the steam aids its motion. If the inclination is in 
the opposite direction the flow of steam opposes that of the 
water, and the water is apt to " back up " in the pipe. When 
the velocity of the steam changes, this water is lifted and 
carried with the steam, frequently causing much damage. The 
low points of the steam-main are drained by drip-pipes which 
conduct the water to traps, from which it is discharged to the 
hot-well. Steam outlets should always be taken from the top 
or bottom of a pipe on account of expansion, as shown in 
Fig. IOC, and, if possible, the top should be used, as there is 
then no danger of receiving, in the branch, the water which 
flows along the bottom of the main pipe. The end of the 
line should always be dripped. 




Fig. io6.— McDaniel Steam Trap. 

A steam trap is an apparatus by which water is allowed 
to drain from a steam system without the loss of steam. The 
trap shown in Fig. io6 is one of the many forms which are 
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found on the market. The McDaniel trap consists of an iron 
box A, with the cover B bolted to a flange. The box con- 
tains a ball float C, which rises as water enters through D. 
As the float rises the spindle valve, or needle valve, E, which 
is attached to the arm of the float, is lifted from its seat, and 
the water is forced out through the discharge-pipe F. Before 
the water is all driven from the box, the float falls and closes 
the valve. The counter-weight G balances part of the weight 
of the float. To clean out the trap or to keep it open, the 
spindle H is slipplied. By screwing this down the valve is 
raised and the entire trap is drained. When the trap is filled 
with air, or "air-bound," no water can enter, and the air 
must be driven out of the trap by opening the discharge or the 
air-valve I on top of the trap. The blow-off valve K also 
serves to drain the trap. 

Pipe-covering. — To prevent the excessive condensation of 
steam in a system, the piping is usually covered with some non- 
conducting material. These pipe-coverings are made of vari- 
ous substances, such as compressed cork, hair-felt, asbestos 
fibre mixed with magnesia, etc. These materials are molded 
in halves to fit the pipe or fitting, or they may be applied in 
the form of a plaster. To finish the exterior they are cov- 
ered with canvas, or a smooth finish is made with * * plaster of 
Paris. ' * These coverings are of great value in preventing loss 
of heat by radiation, as well as in making the engine-room 
cooler. The amount of steam condensed by i square foot of 
exposed pipe, having steam at lOO pounds pressure in it, is 
about 1 8 pounds per twenty-four hours, while, with a good 
covering, this may be reduced to 4 pounds. 

Separators. — The steam-line is continued to the engine- 
room, and at this point a steam separator should be placed 
to remove any excess of moisture from the steam. Fig. 107 
represents a Cochrane separator. It is formed of a cast-iron 
body A, with a reservoir B bolted below. To the two flanges 
C and D on the body are bolted the flanges of the steam-pipe. 
The body A contains a baffle-plate E, on which are the ribs 
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Fig. 107. — Cochrane Steam Separator. 
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FF. This plate E, which extends over the opening in C, is 
not carried entirely across the body of the separator. The 
passages GG allow the steam to pass through to the opening 
in D. At the bottom of E is bolted the small plate H, which 
prevents the steam passing directly into the reservoir B. 

The wet steam entering from the right with a high velocity 
divides, part going to the front and part to the back, so as 
to pass the baffle-plate. The entrained water, however, is 
heavier, and having more momentum travels on, striking the 
baffle-plate. The ribs on the back prevent this water from 
being taken up by the steam, and it falls into B through the 
pipe I. From here it is conveyed through K to a trap. A 
gauge-glass is attached to B, so that, should any water collect, 
due to the failure of the trap to operate, it may be seen. 

Special Valves. — Two special valves are often used in a 
•steam plant when low pressure steam is desired, the reducing 
valve and the back pressure valve. The McDaniel reducing 
valve, shown in Fig. io8, consists of a hollow piston A, 
moving in a casing B. Steam enters at C, and passing 
through the triangular openings in the wall of the piston 
leaves at D. The pressure beneath the piston acts on the top 
and tends to lift the piston against the pressure exerted by the 
weight E through the lever F. The space above the piston 
is open to the atmosphere through the small opening, so that 
any steam which leaks past is discharged. If the steam press- 
ure at D becomes higher than that for which the valve is set, 
the steam raises the valve and cuts ofif the steam-supply. The 
valve usually occupies such a position that the supply is just 
sufficient for the demand; should the conditions change the 
valve will alter its position. 

When the system is such that the pressure is to be kept be- 
low a certain point, a form of safety-valve known as a back- 
pressure valve, Fig. 109, is used. The valve A of the Jenkins' 
back pressure valve is held down by the arm B, which is at- 
tached to the shaft C. To C is attached the arm D, outside 
the casing, carrying the weight E. When the pressure below 
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Fig. 108.— McDaniel Reducing Valve. 




Fig. 109. — Jenkins* Back-pressure Valve, 
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the disc is sufficient to raise the weight, the valve opens and 
discharges into the air. To repair the valve the disc and arm 
are removed, with the cap F, by taking out the tap-bolts GG. 
The valves are usually employed where pressures of a few 
pounds above the atmosphere are required, as in places where 
the exhaust-steam from engines is used for heating. It is im- 
portant that when there is little need for the steam the back 
pressure on the engine be not increased, and hence the employ- 
ment of such valves. 

Water-hammer. — When steam is turned into a line con- 
taining water below the steam temperature, some of the steam 
may be condensed in such a way as to form a partial 
vacuum. ' This causes the water to be thrown in the direction 
of the reduced pressure, and there is set up an oscillation 
of this water, which increases to such an extent that much 
damage may be done. This, which is called water-hammer, 
is the cause of the pounding so often heard in steam-pipes. 
To guard against it, the steam lines are drained as described, 
and care is taken to prevent the accumulation of water when 
there is no steam on the Une. 

The method of making steam in a steam-boiler from fuels, 
and the construction of the boilers and the various auxiliaries 
which are used in the modern boiler-house have been described, 
and now the method of transforming the energy of the steam 
into useful work of some kind by the steam-engine will be 
examined. 



CHAPTER IV. 
THE SLIDE-VALVE STEAM-ENGINE. 

Steam is a vapor, and like all vapors presses on the walls 
of the confining vessel. This pressure is exerted equally in all 
directions, and, if the vessel varies in volume, the steam will 
do work. As the volume increases the pressure per unit area 
decreases, if the weight of steam is constant, but, as it still 
tends to further increase its volume, it is still capable of doing 
more work. 

This action ordinarily takes place in the cylinder of a 
steam-engine, a simple form of what is shown in the plain 
slide-valve engine. Figs, no and in. 

The casting A, called the cylinder, is made of cast iron, 
and has extending through it a cylindrical surface forming the 
bore, the walls forming the barrel. The piston B, which 
moves in the bore, fits snugly against the walls so that no 
steam can leak between. The heads of the cylinder CC close 
the ends of the cylinder. The steam-chest (valve-chest, 
valve-box) D is formed on the side of the cylindrical casting 
in the form of a box, and the slide-valve E within it controls 
the admission of steam to the cylinder, steam entering the 
chest through the pipe F, Fig. in. The steam pressure is 
transmitted from the piston through the piston-rod G, the 
cross-head H, and the connecting-rod I to the crank K. Fig. 
1 1 1 shows how the pressure on the piston will turn the crank 
K and cause the shaft M to revolve, and with it the fly- 
wheel N and the eccentric O. The latter, which is equiva- 
lent to a crank, is connected to the valve E by the eccentric- 
rod P and the valve-rod Q, thus driving the valve back and 
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forth. The valve E, containing the cavity R, is a block of 
cast iron with a finished face moving over a similar surface. 

With the engine in the position shown, steam from the 
boiler, passing through the steam-passage S, connecting with 




steam-chest, enters the cylinder back of the piston. The press- 
ure of this steam causes the piston to move to the right. A 
cylinder lo'' in diameter with lOO pounds steam pressure has 
a force of 7854 pounds exerted on the piston, about 3^ tons. 
As the shaft turns, the eccentric moves the valve to such a 
position that no more steam i:an enter the passage S, and the 
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Steam is said to be cut-off. The steam continues to move the 
piston, the pressure falls, and with it the temperature of the 
steam. In general this fall of pressure is nearly proportional 
to the increase of volume. When, for instance, the volume is 




double that at cut-off, the pressure is reduced to about half its 
value at that point. If the pressure which resists the action of 
the piston is still lower than the steam pressure, the piston 
continues to move to the right. As this occurs, the eccentric 
moves the valve to the left, and, when the piston has almost 
reached the right-hand end of the stroke, this motion has 
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placed the valve so that the expanding steam can escape 
through the cavity R to the exhaust-passage T, and thence 
to the air through the exhaust-pipe U. Although steam is 
admitted to the right-hand end of the cylinder before the end 
of the stroke, the inertia of the fly-wheel is sufficient to carry the 
piston to the end of the stroke against this pressure and allow 
it to begin the return. At the end of the stroke the crank 
and connecting-rod are in line, and the force from these rods 
does not tend to turn the crank, hence this position is spoken 
of as the dead-center, or the center. In case the engine stops 
on center it is necessary to move it off by some means before 
turning on steam. On the return stroke the action is the same 
as that just described, steam being admitted, cut off, and ex- 
panded on the right-hand side, while the exhaust of the steam 
on the left occurs through the exhaust passage to the air. 
This exhaust action is often discontinued before the end of the 
stroke, and then compression of the remaining steam takes 
place. This serves to fill the waste spaces. with steam before 
the new steam is admitted. These actions are continued, the 
steam being automatically admitted and exhausted on one side 
or the other. 

It may be asked how the engine is able to work when the 
pressure changes and reaches in many cases a lower value 
than the resistance to be overcome. It is for. the purpose of 
permitting this variation in pressure that the fly-wheel is used. 
This wheel has a heavy rim, and during a portion of the revo- 
lution there is more energy received by the shaft from the pis- 
ton, through the various parts, than it delivers to the apparatus 
which consumes the power. As a result of this the engine 
speeds up, using the excess of energy in increasing the kinetic 
energy of the fly-wheel. When the quantity received from the 
piston is below the demand, the slowing down of the engine 
draws this excess from the fly-wheel. Thus there is a con- 
stant change, during each revolution, in the speed of the fly- 
wheel, due to this storing and giving up of energy. As we 
make the fly-wheel heavier the change in speed for the same 



THE SUDE-VALVE STEAM-ENGINE. m 

variation in steam pressure is smaller, and hence the engine 
runs more uniformly. It is necessary, therefore, to have heavy 
fly-wheels on engines which are intended to drive machinery 
requiring very steady motion. 

The engine shown in Fig. 1 1 1 is said to run over as the 
motion from the head end of the cylinder to the crank end 
occurs while the crank is above the engine center-line. The 
crank end of the cylinder is that nearest the crank. The 
amount of motion of the piston is called the stroke of the 
engine, and this is twice the distance from the center of the 
crank-pin to the center of the shaft, which distance is called 
the crank radius, or the throw of the crank. In giving the 
dimensions of an engine it is customary to mention the diam- 
eter of the cylinder, then the stroke in inches, and the number 
of revolutions of the engine per minute. Thus a 6x 10—250 
R.P.M. would mean an engine with a cylinder 6 inches in di- 
ameter, with a stroke of 10 inches, which turns two hundred 
and fifty times per minute. 



CHAPTER V. 

ENGINE DETAILS. 

Cylinders. — The cylinder of an engine is made in many 
forms, as the various parts are differently arranged. Fig. 112 
shows the construction of a cylinder used on a 6 X 8 Weston 
engine. The cylinder is made of cast iron on account of its 
complicated form. It is closed at the ends by the heads AA, 
forming a closed vessel into which steam enters from the 
steam chest by the passages BB. The steam-chest is cast with 
the barrel of the cylinder, and is covered by the steam-chest 
cover C. The barrel of the cylinder is carefully bored out to 
a uniform diameter. Near each end the diameter is increased, 
forming the counter-bore. The piston D contains rings E, 
which project beyond its body and press against the cylinder. 
These rings would gradually wear the cylinder and form a pro- 
jection or shoulder at each end, which would cause damage 
should the extremities of the travel be altered by wear or by 
change in the length of the connecting-rod. To guard against 
this, the counter-bore is made so that the piston-ring travels 
a short distance beyond the main bore, but not far enough to 
allow the ring to slip out. This arrangement prevents a shoul- 
der forming, and should be employed in all cases where one 
body slides over another. The heads of the cylinder are cast- 
iron plates, often made with projections extending into the 
counter-bore of the cylinder. They are cast to conform to the 
outline of the piston and nut, and are held to the cylinder by 
stud-bolts and nuts, the joint being made in any one of several 
ways. For instance, the cylinder-head has its flange F 
turned to fit the flange of the cylinder, and then, after oil and 
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fine emery have been placed between, the head is turned, 
grinding the two surfaces together. After this the head is 
bolted down and a steam-tight joint results. Again, a sheet of 








thick paper or rubber gasket may be cut to fit between the 
two, which, when the head is bolted fast renders the joint 
tight. A piece of copper wire or asbestos rope may be placed 
between these surfaces, and this on being flattened by the press- 
ure makes a satisfactory joint. 

The steam-chest cover C, Fig. 112, has a steam-tight joint 
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made by a gasket and studs. Within the chest is the valve G, 
moving under the pressure-plate H. If the steam were to act 
on the back of the valve the pressure on the seat would be ex- 
cessive and give rise to undue friction and wear. This press- 
ure, even in small engines, may be as much as a ton. To 
prevent loss. by friction the pressure-plate H is used which rests 
on side-blocks, or distance-pieces, I of such a size that the 
valve has a running fit between the plate and seat. In this 
way the force required to move the valve is greatly reduced. 

The valve G is made flat, and contains a passage K so made 
that as steam from the steam-chest passes the right-hand edge 
of the valve it also enters the cavity L on the left hand, and 
thence through the passage K to the cavity on the right. At 
this point it discharges into the steam-passage, with the steam 
passing the right-hand edge. It will be seen that for a short 
distance the amount of opening for steam is twice that due to 
the valve movement, this valve being called a double-ported 
valve. 

The distance between the piston and cylinder-head is 
termed the clearance distance. This is provided to allow for 
any inequalities in the two surfaces, or any slight errors in the 
lengths of the parts, and also to permit the change of the pis- 
ton position as the various parts wear. The volume of this 
space, together with that of the steam-passage as far as the 
valve face, is called the clearance volume, or simply the clear- 
ance. The clearance is measured in percentage of the volume 
swept through by the piston (the piston displacement), and 
varies from two to fifteen per cent. It is possible to compress 
some of the exhaust-steam in this space at the end of the 
stroke, thus making a cushion which assists in bringing the 
parts to rest, and it is then not necessary to fill the clearance 
space with boiler steam at each stroke. This volume also 
permits of a small amount of water being in the cylinder, which 
might force off the head were it not for the clearance. 

In Fig. 112 the cylinder is cast with a hollow space L ex- 
tending around it. This space is called a jacket. In the 
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Weston engine it contains air, but engines are built in which 
this is filled with steam. The steam- jacket, which also may 
be formed in the hollow heads as well as in the walls of the 
cylinder, is used to keep the temperature of the cylinder more 
nearly uniform, and thus reduce the condensation of the steam 
as it enters the cylinder. As stated before, when the steam 
expands after cut-off the temperature falls, reaching, at exhaust, 
a low value. This of course cools the cylinder walls, and when 
steam is brought into the cylinder some of it is condensed as 
it strikes the cold walls. This initial condensation, which 
may amount to forty or fifty per cent of the steam supplied, is 
a source of great waste, and to reduce it the jacket is used. 

It is difficult to cast a jacket on a large cylinder as the un- 
equal cooling of the parts is apt to crack some portion of the 
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Fig. 113. — Marine Cylinder, 
casting. To overcome this difficulty, and also to have a cylin- 
der of better mechanical construction, liners are used. These 
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are cylindrical castings A, shown in Fig. 113, which have 
turned projections B on their outer surface fitting on rings C 
which project from the inner surface of the main cylinder and 
which have been bored to fit the projections on the liner. At 
the bottom a flange D turns inwards, and is screwed by tap- 
bolts to the barrel, while at the top, to allow for expansion, 
the joint E is made by a piece of sheet copper held beneath 
two rings. The main cylinder can be made of soft iron, while 
the liner is made of a tougher grade, and, in place of a com- 
plicated casting, we have a plain barrel. This liner may be 
renewed when necessary. 

The figure also shows a covering F, placed around the cylin- 
der, which consists of some non-conducting substance, such as 
hair-felt, asbestos, magnesia, or cork, outside of which is a cov- 
ering G of wood or planished sheet iron, known as Russia 
iron. This covering, which is called lagging, prevents the 
radiation of heat and increases the efficiency of the engine. 

Bolts, Nuts, and Wrenches. — Stud-bolts are made 
from short bars of iron threaded at each end, as shown in 
Fig. 114. They are screwed into tapped holes in which a 





Fig. ii4.—Stud Bolt. Fig. 115.— Tap Bolt. 

screw-thread has been formed, after drilling, by a tool called a 
tap. A nut on the outer end holds the head. When a stud- 
bolt cannot be employed a bolt is used with a head forged on 
one end to take the place of the nut and thread. Such a bolt, 
as shown in Fig. 115, is called a tap-bolt. When a nut is used 
on the threaded end of a bolt having a head forged on, the 
bolt is spoken of as a through-bolt, because it extends through 
the surfades to be bolted together, whereas in the other forms 
the bolt screws into one of the surfaces. The through-bolt, 
Fig. 116, is the ofte ordinarily spoken of as a bolt. 

The bolt-head is sometimes made as shown in Fig. 117, 
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when it is said to be T-headed. This is used when the head 
of the bolt is to be passed into a slot as shown. 




Fig. 116.— Through Bolt. 

The nuts which screw on the bolts are of different forms, 
that shown in Fig. 116 being the ordinary hexagonal nut. 
Fig. 1 18 shows the form of nut used when it is desired to cover 
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Fig. 117 — ^T-headed Bolt. Fig. 118.— Cap Nut. Fig. 119 — Fluted Nut. 

the end of the thread to prevent leakage, as on the end of a 
boiler stay bolt, or for finish, as on cylinder heads of some en- 
gines. Circular nuts are often used where it is not convenient 
to use a hexagonal one. These nuts are either fluted, as 
shown in Fig. 119, or are pierced around the periphery by 
small circular holes perpendicular to the axes. 

To tighten the nuts various wrenches are used. The 
monkey wrench, Fig. 120, consists of a fixed jaw A at right 
angles with the bar B on which it is formed. The wooden 
handle C is fastened to the end of this bar. The screw C is 
attached to projection D from the bar B, so that it may screw 
into the nut F on the movable jaw E, this moving it on B and 
making the wrench adjustable. The nut has its edge serrated, 
or knurled, to give a better finger grip. 



ii8 



ELEMENTS OF STEAM-ENGINEERING, 



This adjustable principle is employed in various wrenches 
for nuts and pipes. In the latter case the adjustable jaw has a 
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Fig. 120 — Monkey Wrench. 

slight moyeniep-tabput an axis on the moving nut E, and the 
edges are serrated so that it may grip the pipe. Such a wrench 
is known as a pipe wrench. 

The objections to the monkey wrench are that on heavy 
work the jaws are apt to spring and thus damage the nut, and 
the size of the jaws prevents their use when the nuts are located 
in corners. The solid wrench, Fig. 121, overcomes these 
objections. In these wrenches, the jaws A and handle B are 
made in one piece, and usually are drop forgings, although the 
larger sizes are made by machine and hand tools. The jaws 
are inclined at an angle of fifteen degrees to the line of the 
handle, when the wrench is used on a hexagon nut, so that 




Fia 121.— Solid Wrench. 
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the wrench may be used when the nut is so situated that it is 
only possible to move it, by the wrench, through thirty degrees. 
In such a case, by turning the wrench over, the nut can be 
moved through another thirty degrees and the nut faces are 
again in their first position. With the axis of the jaws parallel 
to the axis of the wrench, the reversal of the wrench would ac- 
complish nothing. To reduce the number of separate wrenches 
necessary on machines, jaws are often placed at each end of 
the handle, making an S wrench. 

The spanner wrench, Fig. 122, is used on circular nuts, 
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the projection being a lip or pin which fits the fluting or hole. 

To reverse the motion of the nut 

the spanner wrench is reversed. 

A form of wrench used when there 

is not sufficient room to use one of 

the forms just mentioned is the box 

wrench, Fig. 123. In this wrench ^ig. i22.-Spanner. 

a cavity A is made on the end of a bar to fit the nut. The 

wrench is turned either by using an ordinary wrench on B or 

by a pin through it, or by a T-handle forged on 

Fig. 123.— Box Wrench. 

The threads on the bolts in Figs. 114 to 116 are made 
with slanting sides, while those shown on the monkey wrench, 
Fig. 120, are square. The first is the Sellers', or United 
States standard thread, in which the threads are made with 
sides making an angle of sixty degrees and with one-eighth 
of their height cut off at the top and filled in at the bottom. 
The square thread has its sides square with the axis, and the 
thread is of the same width as the space. The first of these, 
Fig. 124, is used on bolts fastening bodies together because of 
its strength and ease of manufacture, while the latter. Fig, 125, 
is used where the screw is used to transmit power, or is to be 
used in a place where it may be roughly handled. Modifica- 
tions of these threads are sometimes used. 

The lines of the thread of the bolt form what are known as 
helices. A helix is a curve on the surface of a cylinder, which 
as it extends around the cylinder uniformly rises, so that when 
it reaches the element of the cylinder from which it was started 
it is above the point of starting. The distance between these 
successive crossings is called the pitch of the helix. When 
the thread is so arranged that there is only one helix on the 
bolt, the bolt is said to have a single thread; but often in square 
threads there are two helices, so that the distance between 
threads is one-half the pitch of the screw. Such a bolt is said 
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to have a double thread. This form of thread is used to make 
the nut travel faster and at the same time to retain the strength 
of the bolt, as the depth of the thread is proportional to the 
distance between the threads. 





Fig. 124.— Standard Thread. Fig. 125.— Square Thread. 

JPiston. — The piston is a shallow cylindrical casting of 
iron, made deep enough for strength, and sometimes to pre- 
vent the steam from passing around it. It is generally cast 
hollow to reduce the weight, and, in large sizes, webs are cast 
in this space to stiffen the flat surfaces. The piston shown 
in Fig. 126 is similar in construction to many in use. The 
piston rod A, which is made of steel, 
is turned to a taper on the piston end, 
so that it may be made tight without 
much driving, which would be required 
with a parallel rod properly made. 
The shoulder B determines the position 
of the piston on the rod, and prevents 
excessive pressure being produced by 
Fig. 126— Piston. drawing up the nut C. The nut on the 

end is locked in place by a pin D, which extends through the 
nut and rod. At times a lock screw is used which is placed 
in the end of the nut and rod, so that one-half of the screw is 
in each. 

In some cases the piston is shrunk on the rod, as shown in 
Fig. 127, the piston being expanded by heating and the end 
of the cold rod slipped in. The rod is turned to a diameter 
slightly larger than the hole through the piston, and is held 
tightly when the piston contracts on cooling. The rod is then 
riveted over at the end. The screw plug A is a core-plug to 
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close the opening into the hollow head after the core sand has 
been removed. 

To make the surface between the cylinder and piston steam 
tight, piston packing rings are placed in grooves in the cast- 
ing. These are often made of cast iron, B, Fig. 127, turned 





Fig. 127. — Porter-Allen Piston. Fig. 128. — Piston Ring. 

to a diameter larger than the cylinder bore. After a portion 
of the ring has been removed the ring bears lightly on the 
cylinder wall on being sprung in place. Fig. 128 shows the 
construction of a simple ring with such a section cut out that 
when the ring is sprung into the cylinder the ends almost meet. 
These rings are generally made of uniform cross section, hav- 
ing their outer surface and sides finished. The inner surface is 
sometimes left rpugh. A ring of variable section is employed 
at times, although not as extensively as that of uniform section. 

Figs. 113 and 129 show the method of constructing and 
packing a marine piston such as is used in the U. S. Navy. 
The piston shown in Fig. 129 is made of cast steel, with a 
conical body A and heavy rim B to make it rigid. The pis- 
ton rod C is forced into the piston boss D and secured by a 
large nut E. The lower end F of the rod is finished to 
fit the cross head. Two piston rings G are placed together, 
and are so arranged that their joints are not at the same point. 
In such an arrangement the rings are said to break joints. 
The object of this is to prevent the steam from blowing through 
the two openings, which would occur were they in line. 

The hollow piston shown in Fig. 113 is made of composi- 
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tion (brass), and is packed by a three-ring packing, as shown. 
When a single wide ring is used blowing through is pre- 




FiG. 129. — Marine Piston. 

vented by the use of a tongue, as shown in Fig. 130. This 
allows the ring to expand, but at the same time prevents 
leakage. The piston packing-rings. Figs. 113 and 129, are 
held in place by the junk-ring, or follower-ring, H. This ring, 
which is held by a number of studs, makes it a simple matter 
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Fig. 13a— Piston-ring with Tongue, 
to inspect or replace packing-rings. The term junk-ring re- 
calls the former practice of packing with hemp rope soaked in 
tallow, which was called junk. Such a method was suitable 
only for the low pressure used in the early days of steam- 
engineering. 

The piston-rings are sometimes made in sections, an ex- 
ample of which is shown in Fig. 131.. The ring is made of small 
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sections AA, each of which has machined ends BB, which nearly 
meet the ends of the adjacent sections. The joint is made 
tight by the keeper C, which fits over the ends of the sections. 
The spring D behind the keeper, and H behind the section at 
the middle, hold the rings against the cylinder walls. These 
sections are carried in the bull-ring E, which is centered in the 
cylinder by the set-screws *F in the body of the piston. The 





Fig. 131. — Sectional Packing-rings, 
rings GG are solid, and are made of a hard composition fitted 
into the bull-ring, and are intended to take the weight of the 
piston. The section-rings have, therefore, only to make the 
joint steam-tight. 

The piston-rings of all pistons are fitted so that they may 
easily move in their grooves, but yet be tight enough to pre- 
vent steam-leakage. This allows the ring to remain tight 
against the cylinder wall, although the piston may move away 
from a central position. In the case of large pistons in hori- 
zontal engines, the groove may be turned eccentric to the 
outer circumference of the piston, so that while at the bottom 
the ring is in contact with the piston-casting and carries the 
weight, the top is free to move. This is also accomplished by 
placing a block on that portion of the ring which is at the low- 
est point of the piston. The weight of the piston is apt to wear 
the cylinder at the lowest point. To prevent this the piston- 
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Fig. 132. — Trunk 
Piston. 



rod is sometimes continued through the rear head, thus carry- 
ing the weight of the piston on the rods and bringing the wear 
on the supports of the rod instead of the cyhnder. Such an 
extension of the piston rod is called a tail rod. . 

Trunk pistons. — In certain engines the piston, piston rod, 
and cross head are combined in one piece, 
forming a trunk piston. Such a piston from 
the Westinghouse engine is shown in Fig. 
1 32. This piston is single acting; that is, 
steam is taken on one side only. The cross- 
head pin, or wrist pin, A, is held in bosses 
on the piston ; the cylinder acts as the guide 
for this cross head. 
Stufflng boxes. — To make a steam-tight joint where the 
piston-rod passes through the cylinder heads a stuffing box is 
used. This consists of a casting A, 
Fig. 133, containing a cavity B some- 
what larger than the piston rod C, 
which passes through it, and in which 
material of an elastic nature is forced 
against the rod, by a cap or gland, D. 
The cavity is closed at one end by a 
brass bushing E, and at the other by 
the brass gland D. In many engines 
the brass bushings are omitted, the 
iron of the cylinder and gland being 
bored put properly to form the stuff- 
ing box. The brass bushing has the 
.advantage that it can be more easily 
made a good fit, and is more easily re- 
newed. 

The material called piston-rod 




Fig. 133.— StuflSng Bool 



packing, used to make this joint steam- 
tight, may be made of woven strands 
of hemp or cotton, with or without a central core of india-rub 
ber, or asbestos rope may be used. 




Fk;. 134. — United States Metallic Packing. 

{Tofacepa^f 125.) 
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The stuffing-box shown in Fig. 133 is cast with the cylin- 
der-head, that shown in Fig. 113 has a separate box, which is 
fitted with metallic packing. The stuffing-box shown in Fig. 
112 is made separate from the cast-iron cylinder-head, and is 
intended to be packed with a soft packing. 

The method of tightening the gland is quite different in 
Fig. 112 from that shown in Fig. 133. In the former case 
the cap R forces the gland down, while in the latter three nuts 
are used on stud-bolts. For large glands the nuts are so con- 
nected by gears that they turn simultaneously, causing the 
gland to enter squarely. 

Metallic Packing. — Many engines are now equipped with 
metallic packings in place of the fibrous forms. These pack- 
ings will automatically adjust themselves as wear takes place, 
and are so flexible that they will allow the piston-rod to move 
out of its central position. 

Fig. 134 shows the construction of the United States 
metallic packing. The bottom of ^he stuffing-box contains 
a spring A, which, acting on a cast-iron follower-ring B, presses 
the three babbitt-metal rings C against the conical cup D, and 
so tightens them against the rod. At the end of the cup D is 
a spherical ring E, which fits into the ring F, containing a spheri- 
cal cavity, forming a ball and socket joint. This ring F forms 
the basis of a second set of packing, the upper ring of which 
fits the cap G of the stuffing-box. By this arrangement the 
axis of the piston can be displaced without any leakage, and by 
the ball and socket joint, the alignment of the axis is not fixed. 
In large engines having considerable cross-motion of the piston- 
rods no leakage occurs. The joints between the cap and the 
cylinder-casting are made by means of copper wire HH. 

Babbitt metal is a soft alloy of copper, tin, and antimony. 
This and other alloys, generally known as white metal, are 
used where sliding occurs, the wear taking place on the soft 
alloy rather than on the rods. They have the advantage that 
the wearing surface can be readily replaced or put in good 
working shape after being injured. 
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Valves* — The various forms of valves controlling the 
action of the steam in the cylinder will be considered in detail 
later, but there are several other valves that are necessary for 
the proper action of the engine. 

Throttle or Stop Valves. — The steam pipe leading to an 
engine is supplied with some form of valve similar to those de- 
scribed in Chapter II. This valve is used to shut off the sup- 
ply of steam, and is therefore termed the stop valve. Large 
stop valves for engines, or for other purposes, whether gate 
or globe valves, are supplied, usually, with a small connection 
leading from one side of the valve to the other, known as a 
by-pass. This connection contains a valve, so that, while the 
main valve is closed, steam can be admitted to the cylinder 
to warm up, or to raise the pressure on the low pressure side 
of the main valve that it may be. the easier to open. On 
marine engines there is usually another valve supplied, known 
as the throttle valve. This consists of a diaphragm mounted 
on an axis passing through the center of the pipe. When 
this diaphragm is turned so that it lies in the axis of the pipe 
there is little resistance to the passage of the steam ; but, as 
it is turned, it gradually closes the pipe and checks the supply 
of steam. When completely closed it fills the pipe, allow- 
ing very little steam to pass. The trunnions on which the 
valve turns pass through stuffing boxes, and the handle for 
controlling the valve is attached to one end. Such a valve is 
termed a butterfly valve. The term throttle valve is often 
applied to stop valves. 

Pet Cocks. — To drain from the cylinder the water which 
may collect while the engine is stopped, small valves are placed 
at the lowest points of each end of the cylinder. When these 
are open, the water can drain off, and, on starting, the steam 
blows out the water that remains. These valves are usually 
called drips, pet cocks, or drain cocks. A relief valve. 
Fig. 135, is a valve, similar to a spring safety-valve, which* is 
placed on each cylinder head, so that, should there be a large 
amount of water in the cylinder, it would be discharged 
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through the relief before the pressure could become great 
enough to tear off the head. The spring A is so adjusted that 
it will not raise until the pressure greatly 
exceeds that of the boiler steam. The 
valve B is guided by the wings C, and held 
in place by the spring A, which may be 
adjusted to the required pressure by the 
set screw D, which is secured from turn- 
ing by the jam-nut E. 

Before passing to the consideration of 
the cross head and connecting rod it 
would be well to examine the forces act- 
ing on these parts. In the upper part of 
Fig. 136 the force from the piston pro- 
duces compression in the rod A and drives 
the cross head to the right, which with the 
resistance from the crank, produces com- 
pression in the connecting rod B. This 
resistance from the connecting rod, since 
it is not in the same line with A, must 
produce ?l downward pressure on the cross 
head. This pressure on the guide acts 
throughout the whole stroke, reaching a 
maximum value near the middle. On 
the return stroke, as shown in the lower 
diagram, the rod A is in tension, as is the 
rod B, the crank C being pulled by it. In 
this case, also, the resistances from the connecting rod cause a 
pressure on the lower guide. When, however, compression 
takes place, the fly wheel may drive the piston instead of 
the piston driving the fly wheel, and the action in Fig. 
136 is reversed, and the cross head is forced against the 
upper guide. This usually occurs near the end of the 
stroke, where the pressure on the guides is small. For this 
reason the upper guide is necessary, but its surface need not 
be as large as that of the lower one. If the direction of the 




Fig. 135. — Cylinder Re- 
lief Valve. 
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engine is reversed, the guide pressure would act on the upper 
surface. 

Cross Heads. — The piston rod is attached to the cross 
head, from which the connecting rod is driven. In each of the 





Fig. 136. — Forces on Piston Rod, etc. 

following examples of cross heads, there is a cross-head pin A, 
a sliding surface, and a part C for the attachment of the 
piston rod. 

Fig. 137 shows the cross head used on the Porter-Allen 







Fig. 137. — Porter-Allen Cross Head. 

engine. The slide blocks BB are united by the yoke D. 
This yoke contains a threaded hole into which the piston rod 
is screwed. To prevent the rod from backing out, a lock nut 
or jam nut is screwed up against the yoke. 
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When the bolt is subject to vibration, or is so placed that 
the load is taken off at times, it is liable to "back off/' be- 
cause when the load is removed the looseness of the fit may- 
allow the bolt to turn. To obviate this another nut is screwed 
on, which always keeps the pressure on the threads on one side 
and so prevents turning. 

Fig. 138 shows the end of the piston rod A, part of the 
cross head B, and the lock nut C in place. Without the lock 
nut the load tends to turn the rod in the 
yoke, being prevented only by tire screw 
friction, and a reversal of the force or 
vibration of the machinery increases 
this tendency. When, however, a lock 
nut is screwed down upon this yoke it 
pulls the rod upward so that the threads 
of the rod are in contact on the upper 
surfaces with the yoke, and on the lower 
surfaces with the lock nut. In this way 
the rod is so jammed between them • 3 •— 

that the greatly increased friction prevents it from turning. In 
using a lock nut on an ordinary bolt two nuts are used, and, 
after the lower nut is tightened, screwing down the upper nut 
brings the two tightly together and puts the load on the upper 
nut, and for this reason the upper nut should be the larger. It 
is easily seen that these nuts will not turn, even if there is no 
load on the bolt. 

The cross-head pin A, Fig. 137, is made of steel, the rest 
of the cross head being made of cast iron. The cross-head 
pin is held in place by a small pin E, which carries the vertical 
component of the connecting-rod thrust. The horizontal press- 
ure from the connecting rod is carried on the square flanges at 
each end of the pin. To keep the piston rod in line and to 
carry the thrust produced by the angularity of the connecting 
rod, it i§ necessary to support the cross-head by guides. The 
blocks, together with the guide surfaces over which they slide 
are planed, and in some instances scraped, to reduce the fric- 
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tion. In the form of cross head shown, the blocks are pro- 
vided with grooves in their surfaces .to aid lubrication. In 
many other cross heads the block is faced with some form of 
Babbitt metal, or a brass piece, called a shoe or slipper, is fast- 
ened to the casting to form the sliding surface. 

Fig. 1 39 is an example of a cross head used on a Corliss 
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Fig. 139. — Corliss Cross Head. 

engine. In this cross head the body B is of cast iron and the 
pin A of steel. Shoes D, faced with Babbitt, are attached to 
the body of the cross head in such a manner that, as wear 
takes place, they can be drawn up by means of wedges E. 
The piston rod is turned tapered and has a key way cut through 
it, entering a hole in the cross head and being held tight by 
the key. The round surface of the shoe is turned in a lathe, 
and, by means of a boring bar, the guide surfaces, which are 
usually cast in the frame of a Corliss engine, are bored. 

A locomotive cross head is shown in Fig. 140. In this 
cross head the cast-iron body B contains the steel pin A and 
the tapered hole C for the piston rod, which is held by a key. 
There is only a single guide bar in this example, the shoes D 
and the side plates E enveloping it completely. The cross- 
head pin A is tapered where it passes through the cross-head 
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casting, in order that it may be made tight without driving. 
The shoes D in this form of cross head are called gibs. F is 
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Fig. 140.— Locomotive Cross Head. 

the attachment to the cylinder casting, and G is the attachment 
to the guide bearer H on the engine frame K. 

The cross head of a marine engine. Fig. 141, is made with 
a portion C, solid with the piston rod. In this the cross 
head pin A, which is part of the connecting rod, works. 
The shoe B, which is bolted to this central portion, has 
its sliding surface formed of small blocks of Babbit metal in- 
serted in cavities cast in the slide D. Plates E are bolted to 
the guide surface inclosing the shoe, forming the upper guide. 
This guide is brought into use when the engine is reversed, as 
well as at the end of the stroke. The arrangement of the 
Babbitt metal in squares makes lubrication simple. To keep 
the surfaces cool when the load is excessive, sea water is cir- 
culated through the guide casting at F. 

In many marine engines the cross head carries two pins, 
over which the forked end of the connecting rod fits. Such 
pins are called gudgeons. 

These cross heads show different arrangements of guide 
bars. In the first case. Fig. 1 37, four bars are used, two of 
which are formed by the frame of the engine, or housing; for 
the second. Fig. 139, two guide bars are used, both of which 
are formed by the engine frame ; while for the third and fourth, 
Figs. 140 and 141 , only one bar is used. The third case shows 
the cross head enveloping the guide bar, while in the fourth 
case the guide bar envelops the cross head. 
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Fig. 141. — Marine Cross Head. 
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Connecting Rod. — By means of this rod the force from 
the reciprocating cross head is transmitted to the rotating 
crank. 

It consists of a rod with specially formed ends fitting over 
the cross head and the crank pins. Figs. 142 and 143 show 




the construction of the Porter- Allen connecting rod. The rod 
A varies in cross section from the circular neck B at the cross- 
head end to the rectangle C at the crank end. This enlarge- 
ment in section is to allow for increase of stress from the neck 
end, due to the greater oscillation or whipping of the rod as we 
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approach the crank, and to prevent breaking should the rod 
grip the crank pin. The section of the rod is not truly rect- 
angular at the crank end, as the top and bottom surfaces are 
arcs of circles. The rod is in reality a frustrum of a cone from 
which sections have been cut, forming the parallel surfaces. 

The crank end of this rod is known as a solid end or box 
end, because the .rod is here enlarged and formed into a box. 




Fig. 143. — Porter- Allen Connecting Rod. 

This construction is shown in Figs. 142 and 143. The pieces 
DD are usually formed of brass with a lining of Babbitt or 
other white metal where it fits around the crank pin. On ac- 
count of the material these pieces are called brasses, although 
the names steps and boxes are often used.' The wedge E 
moved by the bolt F forces the two brasses together, thus tak- 
ing up any wear which may occur. The nut G is a lock nut 
to prevent F from turning. From the construction the wear 
on the brasses at this end causes the rod to lengthen. The 
brasses are held in place by the flanges HH, and the projec- 
tions or bosses JJ on their faces serve to enlarge the surface in 
contact on the pin, and make a neat fit between shoulders 
on the crank pin. 

The cross-head end, Figs. 142 and 143, is known as a 
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strap end. In this end the brasses KK are held by the 
strap L. This is joined to an enlarged stub end M of the 
connecting rod by the cotter or key N and tl)e gib O. The 
key and gib, which pass through slots in the strap and rod are 
formed as wedges, so that by driving down N the strap is 
pulled toward the rod, thus tightening the brasses. In this 
case it is the inner brass which is fixed in position, and, as wear 
occurs on this brass, the rod becomes shorter. The key N is in 
contact with the pin end of the slot in the rod, and the gib 
touches the rod end of the strap slot, as shown in Fig. 142. 
The key must not touch the end of the slot in the strap, nor 
the gib the end of that in the rod. When either of these hap- 
pens it is impossible to tighten the strap further, and a small 
piece of metal must be placed between the inner brass and the 
rod or the outer brass and the strap. This moves the strap 
outward and so allows the key to be used again. These 
pieces of metal when used for this purpose are called liners or 
shims. In some instances two gibs are used with the key 
between. The key is prevented from working out by the set 
screw P, and, in some cases, a key replaces the wedge E shown 
on the box end. The adoption of a strap for one end and a box 
for the other tends to keep the length of the rod constant. 

Marine Connecting Rod. — A box end can only be used 
when the crank pin projects from the crank disc. When the 
pin is used between two cranks, a strap end or a modification 
of it must be used. For large engines the strap is cumber- 
some, and a type shown in Fig. 144 is employed. This is 
called a marine end or club end, and is formed by enlarging 
the end A of the rod B. To this are bolted the brasses CC and 
the cap D. The brasses are separated by the distance pieces 
and liners E, so that when the bolts are drawn tight the brasses 
will not bind on the crank pin. As the brasses wear, the bolts 
are slacked off, the liners removed, and a piece of soft wire is 
introduced between the brass and the pin. On tightening the 
bolts, so that brasses are pulled up, this wire is flattened, giv- 
ing the amount of play and showing how much must be re- 
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inoved from the liners. The upper end of this rod is forked, 
and carries the wrist pin F, which is shown in the eyes GG 
on the rod. At times the upper forks are made similar to the 
crank end, and the cross head carries gudgeons fitting into 







Fig. 144. — Marine Connecting Rod. 

them, as shown in Fig. 145. The lower end of this connecting 
rod is forged to take brasses C fitting around the pin. 

Crank Pins^ Cranks^ and Shafts. — The crank pin is 
a steel cylinder fastened to the crank or forged solid with it. 
The most common crank used on the modern engine is the 
disc crank, Fig. 146. This consists of a large disc A, usually 
of cast iron, which is keyed on the shaft B, and to which the 
crank pin C is attached. A key is a small rectangular bar of 
iron' of considerable length, which fitting in corresponding 
grooves in two bodies prevents their relative motion perpendic- 
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ular to its length. If the crank is on the end of the shaft it is 
called an overhung crank, to distinguish it from a center 
crank, in which the pin is fastened between two cranks or discs. 
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Fig. 145.— Marine Connecting Rod. 



These are shown in Figs. 146 and 147. To prevent the con- 
necting rod from leaving the pin, Fig. 146, a plate D is some- 
times fastened by the tap bolt E to the end of the pin. The 
disc is enlarged at F, opposite the crank, to counterbalance the 
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shaking forces produced by the movement of the crank and the 
reciprocating parts (the piston, piston rod, cross head, and 
connecting rod). The shaft and pin are in many cases forced 
on the discs by means of an hydraulic press, although at times 




this IS done by shrinking. The latter method may break the 
disc if care is not taken to have the pin of the proper size. 
With the hydraulic press the forcing pressure is registered by a 
gauge, so that, should this become too great, the pin may be 
removed and reduced in size. A key is used in this case to 
prevent the disc from turning on the shaft, although the friction 
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from the pressure produced by forcing is usually sufficient 
to prevent this. 

Fig. 148 shows the crank and crank shaft used on a marine 
engine. Each section is made of a single forging of high grade 
steel. As seen from the figure the shaft A and crank pin B 
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Fig. 147. — Center Disc Crank. 

are hollow. This is done to remove the metal from the center 
where it is apt to be poor, and where it has little structural 
value, thus reducing the weight of the material. Since several 
cylinders are placed side by side in marine engines several of 
these sections are bolted together by the flanges C. 

Fig. 149 shows a simple crank arm A, which is often used 
on slow-speed engines. The pin C and shaft B are keyed as 
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Fig. 149. — Overhung Crank. 

shown. The boss D, or enlargement at the center, is to give 
additional strength. 
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Shafts. — The shafts of engines are made of high-grade steel. 
When small they are made solid, and for the large sizes hol- 
low. These shafts are made as large as 25 inches in diameter. 

A marine engine shaft is shown in Fig. 148, and a station- 
ary center-crank engine shaft in Fig. 147. 

Fig. 1 50 shows the form of shaft used on American loco- 
motives, where the crank pins D are attached to the driving 
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wheels. A, termed the journal, is the part which fits the 
bearing, and the portion C is forced into the wheel center E. 
As shown in Fig. 151, English locomotives are often made 
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with inside cranks. It will be noticed that the cranks are 
" quartering/' or set at right angles, so that when one crank 
is on dead center the other is near the point at which it can 
receive the maximum thrust. This is necessary in the case 
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Fig. 151.— English Locomotive Crank. 

of all engines which are to be stopped and started frequently 
or which are to start under load. 

Searings. — The shaft of an engine is supported by cast- 
ings forming part of the frame of the engine, or is bolted to it 
or to a separate foundation. The castings, Fig! 152, known as 
a bearing, contain boxes or brasses A, C, D, similar to those 
used in the connecting rod, which are held down on the main 
casting by a cap B. The journal rests in these boxes. They 
are made of cast iron fitted with Babbitt metal and are some- 
times divided into four parts that the wear may be taken up 
by the side or cheek boxes CC and the top box D. When 
the wear on the lower box A becomes great, a liner is placed 
beneath, bringing the center of the shaft again to the center 
of the engine. The bearings may be made in two parts only, 
and, in such cases, the line of division should be perpendicular 
to the direction of maximum thrust. The bearing on the 
engine frame is termed the main bearing, while that on the 
pedestal outside of the frame is the outboard or pedestal 
bearing. The portion of the shaft which turns in a bearing is 
called the journal. 

Locomotive Bearings. — The bearings for a locomotive axle, 
termed journal boxes, are made so that they may slide within 
the frame, bearing against a spindle which carries the load 
from the engine frame. This is done through springs, which 
are so arranged in conjunction with levers that the pressure 
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on each bearing is a certain portion of the weight of the loco- 
motive. The box, Fig. 153, is of cast iron with a brass or 
bronze bush A inserted. As the pressure is always downward 





Fig. 152. — Bearing. 

this is the only part lined. The cellar B is used to hold oily 
waste and prevents the journal from leaving the surface of the 
box. The projections CC fit on either side of the engine frame 
and hold the box in place. 

Thrust Bearing. — On steamships and in certain other in- 
stances where there is pressure on the shaft in an axial direc- 
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tion s#me means of preventing motion being produced by that 
pressure must be provided.. This is accomplished by means of 
a thrust bearing, as shown in Fig. 154, which represents the 
thrust block of a large marine engine. The collars A on the 
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Fig. 153. — Locomotive Bearing. 

shaft fit between the thrust yokes B, which transmit the thrust 
through the bolts C to the main housing D, which is bolted 
to the frames of the ship. 

The separate rings are lubricated from oil boxes E, the oil 
being fed down by strands of wicking syphoning the oil from 
the box into the oil pipe. The bottom of the rings on the 
shaft run in a mixture of water and oil, the bottom of the in- 
side of the bearing being made water tight for the purpose. 

A thrust bearing, such as is used for a vertical shaft, is 
shown in Fig. 155. 

The shaft A fits into a depression in the cast-iron shoe B, 
which is caused to rotate with the shaft by the key C. The 
shoe B has a small circular projection in the center, which fits 
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into a similar depression in the brass plate or disc D, and a pro- 
jection on the lower side of the plate fits in a depression in the 
block below. The sides of this block, forming a square, fit be- 
tween four abutments F, and prevent the block from rotating 
with the shaft. The bottom of the block is spherical, which 
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Fia. 155.— Ycrtical Throst Bearing. 

allows the upper face to come true against the brass plate. 
These pieces are placed in the bottom of an oil reservoir E. 
Oil entering the block from E, flows to the center and rises 
through a small hole to the brass plate and shoe. 

There are two semicircular grooves in the bottom of the 
shoe and plate, and as these revolve the grooves cause the oil 
to lubricate the surfaces. 

Above the step is the bearing G, held beneath the cap H, 
keeping the shaft in line, and, by the ball and socket joint at 
the center, permitting of adjustment. 

Fly Wheels. — The construction of a solid fly wheel is 
shown in Fig. 156. This form is only used for small wheels. 
The hub A of the wheel is keyed to the shaft, and is joined to 
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the rim B by the arms C. This rim is turned off to better 
balance the wheel, and to form a smooth driving surface for the 
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Fig. 157.— Sectional Fly Wheel. 

belt. If the wheel is not balanced in this way, it is necessary 
to add small weights to perfect the balance, to prevent irregular 
stresses being set up by the unbalanced wheel. For large en- 
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gines, fly wheels are built in sections, an example being shown 
in Fig. 1 57. The spiders, or discs, AA are forced on the shaft 
and keyed ; and to them are bolted the arms B, each pair of 
which carry a section of the rim C. The extremities of the 
arms and the rim sections C are planed off so that they fit to- 
gether, forming a solid whole. To hold the rim sections C to- 
gether, iron links are used which are first heated, so that in 
their expanded condition they will fit into slots D on the rim. 
As these contract they grip in these slots, holding the rim 
firmly together. Steel plates fitted on the outside of these 
cast-iron rims break joint on opposite sides and greatly increase 
the strength of the wheel. The central spiders are sometimes 
made in two pieces and bolted together on the shaft, and in 
other wheels there is a single arm to a section. 

Mockers and Slides. — In many engines the valve rod 
and the eccentric rod cannot be directly coupled together, and 
it is necessary to provide some means by which the motion can 
be transferred. The rocker. Fig. 158, is a lever or arm A, 




Fio. 158.— CcmtUss Rocker Arm. 

mounted on a shaft B, to the other end of which an arm or pin C 
is attached. The bearings for the rock shaft B are bolted to the 
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engine frame, so that the pin D is in the plane of the eccentric 
rod and C in that of the valve rod. A slider is shown in 
Fig- 1 59» 2i^d is used in the engine shown in Fig. 1 10. In this 
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Fig. 159.— Weston Valve Slider. 

case the valve rod is attached at A, and the eccentric rod turns 
on the pin B. This is the equivalent of a cross head, except 
that the reciprocating rod and the oscillating rod are not in 
one plane. The guides C and G constrain the slide to move 
correctly. 

Engine Frames. — In Figs. 160, 161, 162, 163, and 164 
are found examples of engine frames. The object of the frame 
is to hold the cylinder, piston rod, and shaft of an engine in 
proper alignment. To do this it must be made stiff, and yet as 
light as possible, and the metal must be properly distributed 
for this purpose. 

Fig. 160 shows the frame or housing of the Porter- Allen 
engine, sometimes called the Tangye frame. The cylinder 
overhangs from the end A, being bolted to it by stud bolts 
from the cylinder, which extend through the holes BB. The 
valve stems extend through the larger holes CC. Two of the 
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four guides DD are formed in the frame, which is provided with 
the webs EE beneath these parts to stiffen it. The surface 
F, as shown in the side view, is inclined, to allow for the move- 
ment of the connecting rod. G is the opening for the main 
bearing, into which the boxes are fitted, as shown in Fig. 
152. Since the thrust of the piston rod is not in a line through 
the center of this box, the couple, produced by the force on 
the piston, tends to twist the frame, and, to prevent this twist- 
ing, the webs H and J are added, and the sides and top K of the 
main casting are made heavy. This frame is bolted to a 
masonry foundation by large foundation bolts , which extend 
through the holes M. The foundations are masses of brick or 
stone masonry or concrete, which are of sufficient size to prop- 
erly distribute the weight of the engine and to prevent vibration. 
Fig. 161 is an example of the bed plate or frame for a 
Corliss engine. In this type of frame, a heavy casting N is 
bolted to the foundation by the bolts extending through the 
holes M. This casting contains the main bearing G and a 
yoke X, to which' the guide barrel O is bolted. This heavy 
yoke and barrel form of guide is adapted to do away with the 
springing apart of the guides which occurred with the earlier 
forms of Corliss frame. The outer end A of the barrel is 
bolted to the cylinder, which is also bolted to the foundation. 
The most recent form of frame designed by the Pennsylvania 
Iron Works Company is shown in Fig. 162. In this the guide 
barrel is carried by the main frame, which prevents the guide 
from deflecting and makes a stiffer frame. The cylinder, which 
is bolted to A, rests on the foundation but is not bolted to it, as 
is done in the case shown in Fig. 161. Figs. 161 and 162 
represent modern practice for large horizontal engines. The 
webs which are shown are added for stiffness. The crank re- 
volves in the space R which has a bottom cast in it to catch 
the oil which comes from the guides and crank pin, as will be 
explained later. The projection P is used to support the 
rocker for the eccentric. The guides in the barrel O are bored 
out for a cross bead similar to the one shown in Fig. 139. 
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Locomotive Frame. — The cylinder castings A, Fig. 163, 
are bolted together, forming the saddle B, to which the smoke 
box of the boiler is bolted, as shown in Fig. 12. This saddle 
contains the passages leading the steam to and from the cylin- 
ders. The frame is bolted to the cylinder casting at C and D, 
passing above and below it. At the front E is the frame-filling 
piece, and to this the bumper is bolted. The blackened por- 
tion at F is a section of the guide beam which is fastened to the 




Fig. 162.— Corliss Engine Fi-ame. 

knees G and extends beyond the frame to carry the guide 
bars. The projections HJK are bearers, which consist of plates 
N, connected at the bottom to a tie forging O uniting the 
frames, and at the top to the angle iron P, which is attached to 
the shell. The bearers at R and S are attached to the shell 
but not to the frame, the joint on the frame being a sliding 
one, the forging either extending over the side as at T, or 
beneath straps as at U. The frame shown here is intended for 
the Vanderbilt type of fire box. With the other types, the 
fire box either rests on the frames at the back or extends be- 
tween them, being carried by an expansion pad bolted to the 
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side. This is nothing but an angle iron bolted to the side of 
the fire box which rests on the frame, and so carries the weight, 
but allows for the expansion. The portion V is called the 
top rail, while WW are the pedestal legs, one of which is 
finished on an angle. This with the pedestal wedge X and 
the pedestal gib Y allows for adjustment to compensate for 
the wear on the sides of the journal box, which is shown in 
Fig. 153. The wedge X is attached to a bolt which passes 
through the pedestal cap Z, and permits the adjustment of the 
wedge. 

The portions a and b are respectively the top front rail 
and the bottom front rail ; c and c are the middle braces, and 
d is the back brace ; ^ is a cross tie extending between the 
frames. 

Marine engine frame. — The marine frame, Fig. 164, con- 
sists of a bedplate A, bolted to the frames of the ship, to which 
are attached the front columns BB, and the back A-frames CC, 
supporting the cylinders. These A-frames are sometimes 
used back and front, and in the more modern engines steel col- 
umns are used throughout. This latter is true when it is 
especially desired to reduce the weight. The A-frames shown 
in the figure carry the guides DD, which are so constructed as 
to envelop the cross-head, as shown in Fig. 141. 

The bedplate contains the main bearings EE. The sec- 
tions of this casting are so made as to facilitate manufacture 
and erection. The tie rods FF brace the structure and pre- 
vent vibration. In the back view of the engine, the upper end 
of the inside tie rods and the lugs G, to which they are attached, 
and which are part of the cylinder casting, are omitted. In the 
column construction the guides are attached to cross braces ex- 
tending between the back columns. In the construction of 
vertical engines for stationary practice two A-frames are 
usually used, although the latest practice is to cast the front 
and rear frame below the guides in one piece, and to surmount 
this by a barrel guide, the lower portion being bell shaped, 
with a portion cut away over the main bearing. 
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I/ubrication. — To reduce the loss of power due to the 
friction of the various sliding surfaces, lubricants of various 
kinds are used. The most common lubricant is mineral oil, 
which is introduced between the surfaces and forms a film, the 
particles of which roll over each other and permit of easy move- 
ment. The friction depends apparently more on the lubricant 
and manner of lubrication than the materials of the surfaces. 
This lubricant is fed to the different parts through lubricators^ 

Sight - feed lubricators. — A Sight - feed lubricator is 
shown in Fig. 165. It is used to introduce heayy cylinder oil 
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Fig. 165. — Sight-feed Lubricator, 
into the steam entering the engine. Steam in the pipe A and 
in the condensing chamber B condenses and falls through the 
tube C to the bottom of reservoir D, from which it displaces 
the oil. This oil is forced through tube E, and ascends in 
drops through the water in the gauge glass F, being regulated 
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by the needle valve G. The gauge glass H shows the amount 
of oil in the reservoir. When necessary to fill the lubricator 
the valves I and K are closed, and, after removing the cap L, 
the water can be drained out through the waste cock M. The 
reservoir is then filled tljrough the opening at L, and, after re- 
placing the cap, the valves are again opened. The steam 
pressures at the points N and K are practically the same, and, 
for this reason, there would be no tendency for the oil to flow, 
due to the steam pressure, but as water collects in the cham- 
ber B and the pipe above it, the pressure produced, forces the 
water downward displacing the oil. A very slight difference 
in level between the points N and K is all that is necessary and 
in cases where no difference in level can be obtained an in- 
verted **U''-tube is used, the condensation in the pipe-leg 
falling back into the pipe while that in the lubricator-leg causes 
the flow of oil. 

The oil used in a cylinder should be of such a nature that it 
will not decompose nor vaporize under the high temperature, 
but, if it does decompose, harmless compounds only should be 
formed. Oils of animal and vegetable origin form acids which 
attack the iron of the engine and boiler and should not be used. 
The most satisfactory oils are the heavy mineral oils remain- 
ing after distilling the light oils 
from crude petroleum. These 
oils will stand the heat and give 
satisfaction. 

Sight-feed oil-cups. — For oil- 
ing the bearings with light mineral 
oil sight-feed oil-cups. Fig. i66, 
are used. These are made with a 
brass base A, and cap B, between 
which is a glass barrel C. 
Through the hollow post D passes 
the spindle of a needle valve E, 
which is controlled by the knurled 




Fig. i66.— Sight-feed Oil-cup. 



head F at the top. By adjusting the head F, the spindle. 
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which is threaded, lifts the valve from its seat and regulates 
the supply of oil flowing through the holes at the bottom of the 
post. This oil can be observed as it drops through the glass 
tube G in the base. The cup is filled by turning the sliding- 
cover H from the hole J in the cap. The spring arm K fits 
against a flattened place on the knurled edge and prevents the 
head from turning, thus making the flow uniform. The joint 
at L is made on a washer of cork. 

Lubricators for the Pins.— The lubrication of the crank 
pin is accomplished in several ways. With an overhung crank 
the arrangement shown in Fig. 167 is most often employed. 
Oil from the cup drops into the spout A, "^^^l^ 

which projects into a cavity in the ball B. — Ffr; 
The hollow arm C, carrying the ball B, is I ^^ 
screwed into the cap D on the crank pin E, ^ 
and is of such a length that the ball is oppo- 
site the center of the shaft. The cap D is 
bolted to the end of the crank pin and pre- 
vented from turning by the dowel G. When 
the oil enters this cavity in B from the spout 
A, it is carried by centrifugal force to the 
outer end, and thence through a passage F 
made in the crank pin to the pin surface. 
The standard H is attached to the engine fig. 167.— Crank-pin 
frame. Another method which is used Lubricator, 

more often with inside cranks and on cross-head pins is to 
have a wiper A, shown in Fig. 168, move below a wiper tip B 
or a stretched piece of wick. In this way the drops of oil are 
wiped off and fed to the rubbing surface. 

A center crank is sometimes oiled from the shaft by means 
of small holes made in the crank, through which the oil is 
forced by centrifugal force. 

The cross head is sometimes lubricated by means of lubri- 
cating grease in addition to an oil feed. This grease is a heavy 
product of mineral oil, which is plastic at ordinary temperature, 
but which acts as a good lubricant when the temperature rises 
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slightly. A grease cup is shown in Fig. 169. In this the 
grease is driven out by the pressure exerted on the piston A by 
the spring B, the nut C and the cap D not being in contact. 





Fig. 168. — Cross-head Lubricator. 

The rate of feed is regulated by the screw at E. When it is 
desired to stop the supply of grease the thumb nut C is 
screwed down, lifting the piston and relieving the pressure. 

For cylinder lubrication, where high-pressure steam is used, 
powdered graphite has been proposed, because of the liability 
of the oil to volatilize. Fig. 170 shows the form of a Lunken- 
heimer sight-feed graphite lubricator. Graphite is introduced 
through A, and the amount of feed is regulated by B, steaiYi en- 
tering through the valve C. D is the drain plug through 
which the condensed steam can be drawn off. The glass face 
F permits the observations of the feed. The cock E closes the 
discharge. 

Hand-pump cylinder lubricators. — This form of lubrica- 
tor, which is used where cylinder lubricators are thought un- 
reliable, or to supplement them, is shown in Fig. 171. It 
consists of a brass base A, in which is the ball-valve B and the 
piston C. The piston has a hole with a conical base through 
its center. The pump rod is not rigidly attached to the piston. 
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the piston being free to move a slight amount on the rod. 
The enlarged end of the rod on striking the small bushing E 
at the top of the piston raises it. When the piston is pushed 
downward the conical end of the piston rod is forced into the 
conical hole at the bottom of the piston. The oil reservoir F 
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Fig. 169.— Grease Cup. 



Fig. 170. — ^Lunkenheimer Graphite 
Lubricator. 



is made of glass. On raising the handle G, the piston is raised 
and oil is sucked below the piston, flowing through the flutings 
H on the piston rod. The ball-valve B at this time is held up 
by the steam pressure below. As the handle is pushed down 
the rod is forced against its conical seat, and the oil is forced 
into the steam pipe passing the ball valve. 
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Positive lubricator. — To render cylinder lubrication con- 
tinuous and positive, the Sterling lubricator, shown in Fig. 
172, may be employed. This consists of an oil reservoir A, 




Fig. 171. — Hand-pump Lubricator. 

carrying at its base two pump cylinders. The plungers B of 
these pumps are driven by connecting rods, which are connected 
to an oscillating beam C. This beam is supported midway be- 
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tween the pointy of attachment of the connecting rods, and is 
caused to oscillate by the crank D. The crank is carried on a 
shaft E, extending through the oil reservoir. This shaft is 
driven by ratchet wheel F, which is moved by the rod G, at- 
tached to some portion of the engine having a reciprocating 
motion. 

The amounts of motion of the pawl arm H, and of the con- 
necting rods are adjustable. These, together with the adjust- 
ment of the throw of the crank, makes it possible to greatly 
vary the amount of oil supplied. The pawl-arm adjustment 
regulates the number of strokes, and the crank and connecting- 
rod adjustments regulate the stroke. The discharge from the 
pumps is through the three way cocks KK, .which are so con- 
structed that the discharge can be allowed to flow from the 




Fig. 173.— Exhaust Head. 

spouts shown in the figure that the amount of the feed may be 
determined. The sight glasses on the side shows the amount 
of oil present in the reservoir. 

It has been found advisable to run oil in a continuous stream 
on the bearings, pins, and guides of large engines. The oil is 
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then collected, filtered, and pumped to reservoirs, from which 
it flows by gravity. In some cases the oil is introduced under 
pressure to these parts, and in other instances the crank, con- 
necting rod, and cross head are inclosed, so that the rod dipping 
into oil and water at the bottom of the case splashes the mix- 
ture over the pins and guides. In one engine this action also 
forces the oil into the main bearing. These continuous sys- 
tems have been found to give excellent results in the reduction 
of friction, wear, and cost of oil. 

Exhaust head. — To prevent the discharge of oil and water 
from the exhaust pipe of an engine it is customary to place 
an exhaust head at the top end of the line. This head. 
Fig. 173, is constructed with a series of baffle plates A A, which 
are so arranged that the water and oil are collected and dis- 
charged through the pipe B, the dry steam discharging from C 
at the top. The head is really a separator. The discharge of 
oil and water from an unprotected pipe is not only a nuisance 
in disfiguring property, but it is apt to cause decay in the iron 
roof on which it falls. 



CHAPTER VI. 

VALVE MOTIONS AND DIAGRAMS. 

The common valve motion of to-day is that produced by an 
eccentric, directly attached to the valve rod or combined with 
one or more levers to accomplish the desired results. One form 
of the eccentric is shown in Fig. 174. It is a circular disc of 





Fig. 174.— Eccentric. 

metal which is fitted to a shaft, but in which the shaft does not 
pass through the center of the disc. The rotation of this disc 
produces a reciprocating motion at the end of a connecting rod 
attached to the eccentric. The disc is usually called the eccen- 
tric or sheave, and the connecting rod is called the eccentric 
rod. The eccentric is really a crank of small throw, but one 
with the crank pin enveloping the shaft. Consider the short- 
throw crank shown solid in Fig. 175. If the crank pin shown 
by the small solid circle be enlarged until it becomes the large 
dotted circle, we have the eccentric as shown in Fig. 174. 
Hence, whenever the eccentric is used it may be treated as a 
crank, the throw of which equals the distance between the cen- 
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er of the disc and the center of the shaft. The eccentric is 
seldom used except where a small amount of motion is de- 
sired, and on account of the great friction with a short throw 
and large disc, the eccentric is used only to give a reciprocat- 
ing motion from a shaft and not to change a reciprocating 
motion into rotary motion. As a shaft is weakened by the 
introduction of a center crank, and as these are expensive to 
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Fig. 175. — Eccentric and Equivalent Crank. 

make, the eccentric has been introduced to produce the recip- 
rocating motion for auxiliary parts situated between bearings. 
In such cases the plain shaft is strong and easily finished, 
and the eccentric readily attached after construction. If the 
motion required can be obtained from the end of a shaft, a 
simple crank of short throw would cause less friction loss 
than an eccentric, and is often used in such cases. 

The eccentric strap A, Fig. 176, is required to attach the 
eccentric and rod. The strap A is made in two parts, which 
are bolted together with the bolts BB. This is free to turn on 
the eccentric, but is prevented from moving axially by the 
groove C in the strap, which fits over a projection on the eccen- 
tric. To this strap the eccentric rod is bolted at D, which rod 
is attached to a valve rod. The eccentric is lubricated by an 
oil cup attached at E, the oil from which gradually discharges. 
The eccentric sheave is sometimes fastened to the shaft by 
means of set screws or keys, and in some cases it is forged 
with the shaft. . A set screw. Fig. 177, has its end cupped and 
so hardened that when it is screwed tightly to the shaft it 
enters the metal and prevents the parts moving relatively to 
each other. A key is used as shown with the sheave of the 
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eccentric, Figs. 174 and 176. Fig. 176 shows another method 
of bolting the halves of a sheave together. 
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Fig. 176. — Eccentric Strap. 
When the eccentric rod is bent to clear an obstruction, its 
action is the same as that of one which, in the plane of the 
sheave, directly joins the center of the sheave to the center line 
of the pin on the valve rod or slide. 




Fig. 177.— Set Screw. 
The action of the eccentric and rod can be considered as 
that of the crank and connecting rod represented in Fig. 178. 
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OA IS the eccentric and AB the rod. As AO rotates about 
O the point B is moved back and forth in the straight line 
BO. When A is in the position A' the point B is at its ex- 
treme left hand position, and when at A", it is at the extreme 
right of its travel. 

As A moves from A' to A the end of the rod B would 
move, if the rod remained parallel to the center line of the en- 
gine, to Bg along the arc B'Bg. The horizontal movement 
of B would then be B'C, which is equal to A'D. If now the 



Fig. 178.— Eccentric Action. ' 

point Bg be swung from B^ to the center line of the engine, 
about the point A, it will move along the arc BjB, which pro- 
duces the additional horizontal motion CB, which is equal to 
DE, the arc AE being drawn with B as center. As B actually 
moves along the line OB', B'B is the actual horizontal motion 
of B, while the crank moves through the angle A'OA. This is 
seen to be equal to A'E, which is composed of the two parts 
A'D and DE, the first being due to the motion of the crank AD, 
and the second to the movement of the rod AB. This latter 
is said to be the effect of the angularity of the rod. On the 
return-stroke the effect of the angularity of the rod is to de- 
crease the motion of the rod rather than increase it, as is shown 
on the lower side of Fig. 178. It is seen that the longer this 
rod the smaller the value of the distance DE, and for this 
reason the motion of the piston of an engine is quite different 
from that of a valve, since the ratio of the connecting rod 
to the crank throw is less than that of the eccentric rod 
to the throw of the eccentric, the former being seldom over 
6 to I while the latter is often 20 to i. The effect of angular- 
ity IS great in case of the piston motion, but so small in the 
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case of the valve that we may consider its motion as if due to 
the eccentric radius alone, in which case the motion is the same 
on both strokes. Under these conditions, then, the motion of 
the valve from its extreme position may be considered as equal 
to the distance AD, and the valve is in its middle position when 
the crank is in the position OA''', and A'O is the movement of 
the valve from its extreme position. The position of ^he valve 
half-way between the two extremes is termed the mid position, 
and it is customary to measure the movement of the valve from 
this point. The movement of the valve from its middle posi- 
tion, then, is found by projecting the eccentric radius in any 
position on a line representing the eccentric when the valve is 
at one extreme position. Thus in Fig. 178, DO gives the 
movement of the valve from its mid position. The valve con- 
trols the steam to the cylinder, admitting it or exhausting it at 
the proper time. It may have various forms and be actuated 
by different means, but to study the action of the eccentric and 
valve it is well to consider the simple D slide valve which is 
shown in Fig. 179. This valve is a casting containing a cavity 




Fig. 179.— D Slide Valve. 

A, as shown in the figure. The opening shown at B passes 
through the valve body and is intended to receive the valve 
rod which drives it. Modifications of this valve are extensively 
used on locomotives and high speed engines. 
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Fig. 1 80 shows the cross section through a valve and pas- 
sages when the former is in its mid position. The surface C, 
on which the valve moves, is called the valve seat, and the 
lower surface of the valve is the valve face D. The openings 
in the valve seat are called ports. These ports are the ends 
of the steam passages EF and the exhaust passage G. Be- 
tween these passages are the bridges HH. 




Fio. i8a— Steam Valve and Passages. 

Let the relative position of the valve and piston and of the 
crank and eccentric be as shown in Fig. 181, the valve being 
made just large enough to cover the ports instead of as in 
Fig. 180. If the engine be turned in a counter-clockwise 
direction from the position shown in A, Fig. 181, the eccen- 
tric will move the vajve so that steam is admitted to the right- 
hand side of the piston, and should there be any stean() on the 
left of the piston it can escape through the left steam passage 
under the valve and through the exhaust port to the air or a 
condenser. As the steam continues to move the piston, the 
eccentric moves the valve further to the left, opening the port 
wider until the maximum port opening occurs, when the crank 
has moved through 90 degrees from the head center, as at B, 
Fig. 181 ; that is, from the position of the crank in which the 
piston is at the head end of the cylinder. In the circles D, E, 
and F the heavy lines are intended to show the relative posi- 
tions of the crank and the eccentric. The further movement 
of the piston then moves the eccentric back again, making 
both the admission and the exhaust openings smaller. The 
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valve again reaches its mid position when the engine is on its 
crank center at C, Fig. i8i. As the fly wheel continues to 
move the shaft the valve moves further to the right, opening 
the left-hand end of the cylinder to the steam, and the right- 
hand to the exhaust, the opening of the exhaust being called 






Fig. i8i. — Action of a Square Valve. 

the release. When the crank reaches the vertical position 
opposite E in the figure the valve has been moved as far as 
possible to the right and begins to close again. When the 
engine reaches the head center, the valve is again in its mid 
position, and both steam and exhaust ports are closed, the 
engine being as shown at A, Fig. i8i. 

To have the steam port open at the beginning of the stroke 
the eccentric is moved on the shaft so that the angle between 
the crank and eccentric in Fig. i8i is more than a right angle. 
This allows steam to be admitted before the beginning of 
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the stroke, and exhaust to take place before the stroke is com- 
pleted. The amount of port opening at the beginning of the 
stroke is called the lead. It is noticed that with the valve 
shQwn in Fig. i8i the exhaust on one side occurs- at the same 
time that admission takes place oh the other, and also that as 
soon as the admission ceases exhaust begins, so that we have 
no chance to expand the steam. For these reasons we extend 
the valve, so that in » the mid position it laps over the steam 
port on each side, as shown in Fig. i8o. The amount the 
valve extends over the port on the steam side when the valve 
is in its mid position is called the steam lap, while that on the 
exhaust side is called the exhaust lap. , It is important to re- 
member that these distances are measured when the valve is 
in a position midway between its extreme positions. The 
amount ab^ Fig. i8p, is the steam lap, and cd \s the exhaust 
lap. These are called outside and inside laps respectively, 
from their positions, without reference to whether they are on 
the steam side or not. 

To give the valve lead when lap is used, the eccentric must 
be moved still more. The angle through which the eccentric 
is moved to shift the yalve from its mid position to that occu- 
pied at the beginning of the stroke, or, what is the same thing, 
to move it an amount equal to the lap plus the lead, is called 
the angle of advance. 

In Fig. 1 82 the action of the valve with lap and lead is 
shown. When the piston is at the beginning A of its stroke, 
steam has been admitted on one side and the exhaust port 
opened on the other. As the piston moves, the port opening 
becomes larger, and in this instance the maximum opening 
occurs earlier on account of the angle of advance. Then in a 
short while at B cut ofif occurs on the right and the steam ex- 
pands. Before the exhaust port is opened on the head side of 
the pistort that on the crank side has been closed, and com- 
pression of the steam has commenced, as at C. By the time 
admission takes place on^the crank side this compression has 
raised the steam to a pressure much above that of the exhaust. 
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A shows the position of the parts at the beginning of the 
stroke; B shows the valve cutting off steam on the head end; C 




Fig. 182. — Valve with Lap and Lead. 

shows the exhaust port closing on the crank end, and D shows 
the exhaust for the head end opening. E shows admission 
taking place on the crank end. Similar figures might be drawn 
for the return stroke. The port is wide open for only the in- 
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stant that the valve is reversing its motion. It may be neces- 
sary sometimes to have this action continued for a greater 
period, and for this purpose overtravel is used. Overtravel is 
the amount by which the valve uncovers the bridge by moving 
beyond the edge of the port As this is accomplished by the 
use of a larger eccentric the movement of the valve is quicker, 
and consequently the cut oflF is sharper. 

Valve Diagrams. — As has been noted before, the mo- 
tion of the valve from its middle position is equal to the pro- 
jection of the eccentric radius on a line corresponding to the 
position of the eccentric when the valve is in its extreme posi- 
tion. This is true with a long eccentric rod and when the 
valve has the same motion as the end of the eccentric rod. In 
some cases the motion of this latter point is modified by a sys- 
tem of levers, so that the motion of the valve is a multiple of 
that of the eccentric-rod end. In this case a direct connection 
may be considered to exist between the valve and an eccentric 
of larger size, without the lever being used. 

Suppose OA", Fig. 183, represents the actual position of 
;a' a ^^ eccentric, and OC the posi- 

r^L^A" tion of the eccentric when the 

c valve is in its extreme position. 

o „ , ,. ^, , OB" will give the motion of the 

Fig. 183. — Relative Movement of 7 

Valve and Crank. valve from its mid position. If the 

eccentric were in the position OA', the valve would be in its 
mid position, and hence if OA is the position of the eccentric at 
the beginning of the stroke, the angle A'OA must be the angle of 
advance. This is designated by 6, and it is the angle through 
which the eccentric must be turned to move the valve from its 
mid position a distance equal to the lap plus the lead. From the 
figure it is seen that OB equals OA sin 6y or calling the throw or 
eccentricity of the eccentric r, the movement ;ir of the valve will 
be equal to r sin 6^ or x =z r sin S. Now suppose the eccentric 
be moved by the crank through the angle g?, then OB'' is equal 
to r sin (<^ + 00), In this expression co is the amount the crank 
has been turned from the dead-point. To study the effect of 
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varying the proportions of the different parts, this motion may 
be plotted in the form of a diagram, which is known as a 
valve diagram. Different constructions have been proposed 
by various authors, . and those suggested by Bilgram and 
Zeuner are given hereafter. 

Bilgram valve diagram. — On a horizontal line BOC, Fig. 




Fig. 184.— Bilgram Diagram. 

184, select some point O as center, and from it draw OA at an 
angle ^ with the line OC, and equal in length to the eccen- 
tricity r. OB represents the crank at the beginning of the 
stroke for one end. By " stroke for a certain end '* is meant 
that stroke during which admission and expansion occur in 
that end. The term return stroke refers to that stroke during 
which exhaust for the end just considered occurs. OC is the 
position of the crank after turning through 180 degrees, and it 
is from this line that 6 is measured in a direction opposite to 
the assumed rotation of the crank. 

Suppose the crank has moved through the angle go to the 
position OD, then if from A we drop a perpendicular on OD, or 
OD produced, this perpendicular AE is equal to the movement 
of the valve, because AE is equal to AO sin (<^ + g?), or r sin 
{6 + go). When go has such a yalue that AOE is a right 
angle, as at OF, AO is equal to the movement of the valve, 
and as this is the largest possible value of AE, this position OF 
is the position of the crank for the maximum port opening. 
As the crank passes this position the length AE decreases, 
and finally becomes zero when the crank is in the position OA, 
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or this is the position of the crank in which the valve is at its 
mid position. Passing this point, the valve moves beyond the 
mid position until the crank reaches OG, when the valve is at 
the other extreme of its travel and begins to return again, 
reaching the mid position when the crank is opposite OA. It 
is seen that the perpendicular let fall from A on any position 
of the crank gives at that instant the motion of the valve from 
its mid position. This, however, does not give the port open- 
ing, for the valve must be moved from its mid position a dis- 
tance equal to the steam lap before the admission can take 
place. The port opening is, therefore, equal to the movement 
of the valve less the lap. If a circle be drawn with A as a 
center, and with a radius equal to the outside lap, the por- 
tion of the perpendicular between the circumference of the 
circle and the position of the crank, will represent the actual 
port opening for that position of the crank. Thus, in Fig. 
185, AE represents the movement of the valve, but GE the 




Q 
Fig. 185.— Diagram with Lap. 

port opening. When the crank reaches the position F, the 
perpendicular from A is AO, and G'O is the greatest port open- 
ing. At M the perpendicular AE' is just equal to the lap, and 
hence at this point the port is just closed. This, then, is the 
position of cut off. From this point the valve moves over the 
port, finally returns to its mid position at A', and then moving 
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on reaches the position N. Here the motion of the valve is 
AE'', which is just equal to the lap, and if the crank is moved 
beyond this the valve opens the port. N is therefore the posi- 
tion of the crank for admission. On considering the exhaust 
side of the valve it is seen that the valve must move a distance 
equal to the steam lap from the point of cut off before it reaches 
the mid position, and then, if moved beyond this point a distance 
equal to the exhaust lap, the exhaust port will open. Hence, 
if AX represents the exhaust lap, OP is the position of the 
crank at which release occurs ; that is, the point at which the 
exhaust port opens. This port continues to open until the 
position OF' is reached, when the maximum opening occurs; 
and after this the opening grows smaller until at Q the move- 
ment of the valve AY is just equal to the exhaust lap, and 
hence the exhaust is closed and compression begins. 

Negative lap. — If the valve laps over both ports, as shown 
previously, the laps are both positive. If, when the valve is in 
its middle position, it is so constructed that it does not cover 




Fig. i86.— rNegative Lap. 

the port, the amount by which it is uncovered is called nega- 
tive lap. This sometimes occurs on the exhaust side of a valve, 
and to give practice in interpreting these diagrams the Fig. 1 86 
is given in which the exhaust lap is negative. 
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AT is the steam lap, AX the exhaust lap which is nega- 
tive. When the valve is in its mid position the steam is cut 
off, but the exhaust is open, hence the cut off occurring at M 
the release ocurs at P before the mid position. The exhaust 
closes at Q after the mid position. Admission takes place at 
N. The movement of the valve is AK when on dead center, 
and hence LK is the lead. The events for the other end of 
the cylinder take place when the crank occupies positions 
diametrically opposite those shown for the end just considered, 
provided, of course, that the laps are the same on both ends. 

Although the crank has relatively the same position on 
each stroke when the different events occur, the piston has dif- 
ferent positions on account of the effect of angularity. For 
this reason the laps are often so changed that the events may 
take place at the same point of the stroke, although at different 
crank angles from the centers. The diagram for such an 
arrangement is shown in Fig. 187, Jhe two large circles being 



Fig. 187. — Different Laps, 

the steam laps and the smaller circles the exhaust laps. The 
laps are chosen to give equal cut offs and compressions, the 
release and admission being different on the two ends, the lines 
belonging to the head end being solid and those to the crank 
end being broken. M is the cut off on the head end, P the 
release, Q the compression, and N the admission. For the 
crank end the primed letters show the same events. 

• It is to be noted that as the steam lap is increased the cut 
off becomes earlier and the admission later. With an increase 
of the exhaust lap, the release is later and the compression 
earlier. That is, increased lap means increased expansion and 
compression. It will also be seen that if the angle of advance 
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be increased, without changing any other parts of the eccentric 
or valve, the events of the stroke will take place earlier. An 
increase in the eccentricity increases the movement of the valve, 
and therefore the port opening, as well as changing the events 
of the stroke, admission and release occurring earlier while cut 
ofif and compression occur later. 

Problem I. — The valve diagram is useful in the design 
and the setting of the valves. Suppose, for instance, an eccen- 
tric is to be set so that cut off will occur at half-stroke. In 
this case the eccentricity, lap, and cut off are fixed, and from 
them we can find the lead and angle of advance. Draw around 
the point O, Fig. 188, the crank circle to any scale, mark the 




Fig. 188. — Problem I. Setting Eccentric. 

points Q and B, and lay off from B the distance BD, equal to 
the connecting rod to that scale. From D lay off DE equal 
to QB. This represents the travel of the piston. If we wish 
to find the crank position for any event of the stroke, the pis- 
ton position is located between E and D, which in this prob- 
lem is the middle, and from P as a center describe an arc 
with a radius equal to BD, the length of the connecting rod, 
cutting the crank circle at C and C^ If D is the beginning of 
the stroke and the engine be running over, the crank must be 
above the center line when cut off takes place ; therefore OC 
represents the position. If cut off occurs at half stroke on the 
crank end as well, OC will be the position of the crank for 
this event. This diagram shows clearly the effect of angularity. 
From the center O, Fig. 188, draw a circle OA to a large 
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scale, the radius of which is equal to the eccentricity. The 
center of the lap circle must lie on this circle, and must also 
touch the line OC, the cut off position. At this point care 
must be taken to put the lap circle on the proper side of OC 
It was noted in describing the Bilgram diagram that the cut 
off with a positive lap occurred before the mid position. That 
is, the center of the lap circle is on the opposite side of the 
cut off line from that of the crank at the beginning of the 
stroke. Hence in the diagram the lap circle is drawn on the 
left of OC, but tangent to it and with its center on the circle 
OR. Draw a line LM parallel to OC at a distance from it 
equal to the lap. Where this cuts AR is the center of the 
lap circle. NK is the lead and AOR is the angle of advance. 
Cut off on the other end of the cylinder will occur at P' if the 
laps are equal, this point being determined from the lower end 
of CO extended. 

Problem II. — Suppose an engine has an eccentric turned 
solid with the shaft, and it is desired to change the lap of the 
valve so that cut off will take place at .6 stroke. In this case 
the angle of advance, the eccentricity, and the cut off are 
known, and the lap is to be determined. In Fig. 189 OC is 




Fig. 189. — Problem IL Changing Lap. 
the position of cut off, AOR the angle of advance, and AO the 
eccentricity. From A draw a circle tangent to OC. The 
radius of this circle is the required lap. 

Problem III. — A new eccentric is to be designed for an 
engine to give a definite cut off and lead, using the old valve. 
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What is the eccentricity ? The cut off, lead and lap are known 
in this case. In Fig. 190 draw OC as the crank position for 



/ 
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Fig. 190. — Problem HI. New Eccentric. 

cut off, and the line ST, parallel to OR, at a distance from it 
equal to the lead. Bisect the angle TSC, and where this 
bisector is cut by a line parallel to ST, and at a distance from 
it equal to the lap, is the center A of the lap circle. AO is 
therefore the eccentricity and the an^le AOR is the angle of 
advance. 

Problem IV* — It may be preferred to use the maximum 
port opening of the engine in the 
last case in place of the lead, and 
then the port opening, cut off, and 
lap would be the known quanti- 
ties. Draw the position of crank 
for cut off. Fig. 191, and a circle 
ZR equal in radius to the port 
opening. Then find the center 
of a circle, the radius of which Fig. 191.— Problem IV. New Ec- 
equals the lap, which will just centric, 

touch OC and the circle ZR. This will givQ the center A, 
so that OA is the eccentricity desired. 

Problem V. — The general problem in the design of an 
engine is to find the eccentricity to give a certain port opening, 
lead, and cut off. The amount of port opening is determined 
by tfie si2;e of the engine and the number of revolutions. It is 
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of such an amount that the average speed of the steam is 6000 
feet per minute, the steam being assumed to follow full stroke. 
That is, the area of the steam port is found by the formula 

2NAL 



a = 



6000 



In this a is the area of the port in square inches; A the area 
of the piston in square inches ; L the stroke in feet ; and N the 
number of revolutions. This holds in cases where the cut off 
is later than .6 stroke, while for earlier cut offs the denom- 
inator is from 18,000 to 24,000. The lead is fixed by prac- 
tice, varying from o to J" in locomotives, and to values as high 
as ij" on marine engines. J" is a fair value for a stationary 
engine. Suppose the data for this problem are, the lead •^", 
port opening IJ'', overtravel J", and cut off .62 stroke. In 
Fig. 192 lay off the circle OZ with a radius equal to the over- 




FiG. 192. — Problem V. Valve Design. 

travel plus the port opening; that is, i^". OC is the position 
of cut-off and ST is the lead line. Then if we draw a circle 
which will touch the curve OZ and the two lines OC and ST, 
its center will give the point A and its radius the lap. AO is 
the eccentricity. These problems have not considered the 
exhaust side of the valve, but the same methods will give the 
data required for that side. 1 

Zeuner diagram. — Another valve diagram, which was sug- 
gested by Zeuner and is known by his name, is often used. 
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If a circle be constructed on a line OF, Fig. 193, as diameter, 
it can be shown that any line from O to this circle, as OD, will 
represent the travel of the valve when COD represents the 
movement of the crank from the dead-point, provided the angle 
BOF is the angle of advance 6y and OF is the eccentricity r. 
Since ODF is inscribed in a semicircle it is a right angle, and 
hence OD equals OF sin OFD. 




Fig. 193. — Zeuner Diagram. 

BOF = d, DOC = G?, OF = r; OFD = 90 - FOD; 
FOD = 90 - BOF — DOC = 90 - <J - cy. 
Hence OFD z= d J^ go and OD = r sin {S -}- go). 

This figure is called a vector diagram because the length 
of the radius vector OD shows the value of some varying quan- 
tity for any direction of the vector. In this case the location 
of the line shows the position of the crank, and the length of 
the vector gives the corresponding movement of the valve from 
its mid position. To construct the Zeuner diagram, two lines 
OC and OB are drawn at right angles. The first represents 
the position of the crank for the dead center. From OB lay 
off BOF equal to the angle of advance, remembering that the 
angle, when positive, is laid off between OB and OC. On OF, 
equal to the eccentricity, draw the circle ODFB. Since the 
port opening is equal to the movement of the valve minus the 
lap, a circle MGN, of radius equal to the steam lap, must be 
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drawn with O as center. ED is therefore the port opening, 
and where this reduces to zero either cut off (as at M) or ad- 
mission (as at N) must occur.. The distance LK is th^ lead 
and GF is the maximum port opening. When the crank is at 
a position perpendicular to OF or tangent to the circle, as at 
A or A', the valve is in its mid position, and further movement 
of the crank in the same direction causes the valve to travel to 
the other side of this position or in a negative direction. This 
causes the varying vector to trace out the same circle, as the 
motion is negative, and in such cases the value of the vector is 
measured in the opposite direction from the pole O. For in- 
stance, for the position OY of the crank the movement of the 
valve is OZ. It can thus be seen that, if OX is the positive 
exhaust lap, OP is the position of the crank for the opening of 
the exhaust and OQ is that for compression. This diagram 
may be used to solve all the problems for which the Bilgram 
diagram is used. 

Meversing gears. — The single eccentric with its rod 
and valve forming a valve gear can be used to drive an engine 
only in one direction while the eccentric is fixed to the shaft. 

If, however, we should shift the ec- 
centric from A to A', Fig. 194, the 
'c .crank, instead of moving upward from 
C, would move downward. If two 
eccentrics were used and we could. 
Fig. 194.— Shifting Eccentric, by some means, attach either of the 
eccentric rods to the valve rod, then the same result would be 
attained. 

The Stephenson link motion is a valve gear by which this 
is accornplished. Two eccentric-rods B,C, Fig. 195, are at- 
tached to a curved link D by pins E,E. The radius of the 
link is equal to the length along the eccentric rod from the 
center of the eccentric to the center line of the link. Within 
the slot of this link is a link block F, over which the link can 
move. To this block is attached the reverse lever pivoted at 
G and attached to the valve rod at H. The link is carried by 
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a hanger j, shown dotted, attached to a saddle K. The 
hanger is attached to the end of a bell-crank lever L on the 
reverse shaft M, If the Hnk is moved to the lowest position, 
then the eccentric A controls its action, while in its highest 
position A' produces the motion and the engine will turn in a 
direction opposite to that when A controls the valve, Be- 




FiG. 195. — Stephenson's Link. 

tween these positions, at either of which the link is said to be 
in full gear, the block is dieted on by both eccentrics, and on 
this account the motion is so altered that cut off and the other 
events occur earlier than would be the case if the link were at 
the upper or lower position. In no position of the link is the 
block stationary. In Fig. 196 there are shown two arrange- 




FiG. 196. — Open and Crossed Rods. 

ments of the eccentric rods. In the upper one the rods are 
said to be open, and in the lower they are crossed. That is, 
when the crank is on the opposite side of the shaft from the 
link the rods are said to be open, if, in this position, they do 
not cross. As the rods, whether opened or crossed, alternate 
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between an open and a crossed position every i8o degrees, it is 
necessary to choose some position of the crank in defining 
these conditions, and the position shown above is the one 
usually adopted. 




The effect of open and crossed rods for the Stephen- 
son link motion will be shown from the Bilgram diagram, 
although the reason for the construction will not be given, the 
student being referred to a treatise on valve gears for further 
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details and proofs. Lay off the angle AOR, Fig. 197, equal to 
6, and O A equal to the eccentricity. From A lay off AJ par- 
allel to OR and equal to the distance between the center of 
the eccentric and the center line of the link measured along 
the eccentric rod. For open rods make JH equal to the half- 
chord of the link to the same scale as AJ and perpendicular to 
it. Join AH by a straight line and, where this cuts the verti- 
cal through O, mark the point Y. Draw an arc of a circle 
through A and Y, the center being on the line OY, and con- 
tinue this to A' on the line AJ. When the link is at its lower 
position A is the center of lap circle, and the cut off occurs at 
C, the small circle being the lap circle, and B the position of 
the crank at the beginning of the stroke. If now the link be 
raised through one quarter of the length of the chord of the 
link, the center of the lap circle, for this position of the block, 
is found by taking the point Z on AA', such that AZ equals 
one-fourth of AA', and at Z erect a perpendicular cutting the 
arc at W. With this position of the link the motion of the 
valve due to the two eccentrics is the same as that due to an 
eccentricity OW and an angle of advance WOR. Hence the 
cut off occurs earlier than the position OC, that is at OO The 
lead also is seen to be increased. A similar construction is 
used for any other position of the link. 

Since the movement of the valve due to the combined 
action of the two eccentrics is that produced by an eccen- 
tricity OW and an angle of advance WOR, an eccentric 
having thesq dimensions may displace the actual gear and is 
therefore called the virtual eccentric for that position of the 
link. This being the case, any of the problems before used 
may be applied to the Stephenson motion, for a definite position 
of the link, if the dimensions of the virtual eccentric be substi- 
tuted for the actual dimensions. It will be noted that the vir- 
tual eccentricity diminishes and the virtual angle of advance 
increases as the link approaches mid gear, or is hooked up. 

With crossed rods it is shown in treatises on valve gear 
that JH' should be laid off below, giving the dotted curve. 
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F^?- ^97' I^ ^his case the cut off is still earlier than at full 
gear, but the lead has decreased. As the link is moved so 
that it approaches mid gear the lead increases with open rods, 
while with crossed rods it decreases. 

Gooch link motion. — Another form of reversing valve gear 
is that shown by the center line diagram in Fig. 198. In this 




Fig. 198 Gooch Link Motion. 

OC is the crank; OA, GA', the eccentrics ; AG, A'G', the ec- 
centric rods ; GG', the link ; KH, the radius rod which is raised 
and lowered by the hanger JI attached to the bell-crank lever. 
LM is the suspension rod of the link. In this gear the link 
moves on the rod LM which is pivoted at M, and the block H 
on the radius rod HK is moved in the link. When K is at the 
top of the link the eccentric OA controls the motion of the 
valve rod at H, and, when at the lower end, OA' controls the 
motion. As the link has a radius equal to the length of the 
radius rod HK, the block can be moved up and down without 
moving the valve when the engine is on either dead center. 
Hence the lead is the same no matter what the position of the 
block may be. It is to be noted that, in both this gear and 
the Stephenson link motion, the eccentricities and angles of ad- 
vance are shown as having the same values for each eccentric, 
although this is not always the case. 

Radial Gears. — Another method of reversing an engine is 
by the use of a radial valve gear. These are gears in which 
the motion of the valve is taken from some point in a vibrating 
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link, another point of which moves in a closed curve, while a 
third point moves in an open curve. They are not used as 
extensively as the other motions because the parts have to be 
made very heavy to carry the stresses that are brought on the 
vibrating links. The gears are simple and do not have many 
moving parts. 

Marshall gear.* — Fig. 199 shows a sketch of the Marshall 




Fig. 199 — Marshall Gear. 

gear. OC is the crank ; O A is the eccentric directly opposite 
the crank ; AF is the vibrating link ; IJ is the valve connecting 
rod, attached at its upper end to the valve rod ; FG is a link 
equal in length to the arm HG from the upper end of which it 
is swung. The arm GH turns about the point H. 

As the engine moves as shown by the arrow, the point F is 
caused to move to the left at the same time that it travels down- 
ward along the arc. This moves the valve downward, admit- 
ting more steam to the upper end of the cylinder and driving 
the engine. If we shift HG to the right, as shown by the dot- 
and-dash lines, G would be at G', and, if the engine moved 
clockwise, F would travel upward, thus moving the valve in the 
same direction and closing the port. Therefore the engine 
could not run in this direction. If it were moving in the op- 
posite direction, the motion of the valve would be downward 
and hence the engine would continue to run. Thus, by mov- 
ing the arm HG, we can reverse the engine, and by taking in- 
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termediate points we can vary the cut off. This gear gives 
constant lead. 

Joy Gear. — This gear is shown in Fig. 200. It is a com- 
pound radial gear, as the vibrating link obtains its motion from 
another vibrating h'nk and not from an eccentric. 

In Fig. 200, OC is the crank and CL the connecting rod. 




Fig. 200.— Joy Gear. 

To a point N on the connecting rod is attached the link NM, 
which is attached at M to the radius rod MK pivoted at the 
fixed point K. At the point E is attached the vibrating link 
EI, pinned to the valve connecting rod IJ. The point F on 
EI is attached to a block which moves in a slotted arc. The 
point I may be between E and F, in which cases the motion 
of F is opposite to that when I is beyond ¥. The slotted arc 
is so mounted that its direction can be shifted from the position 
shown to that indicated by the dotted arc, or to any intermediate 
position. In the dotted position the engine will run under, 
while with the position shown it will run over. In this gear 
also, the lead is constant. 
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The reason that the motion of E is not taken directly from 
N is seen from the curves which show the paths along which 
N and E move. N moves in an approximate ellipse, while 
E has a path which extends farther below its position when the 
crank is on dead center than it does above that position. As 
the motion of E in the arc of a circle about the center of the 
slotted arc would givQ no motion of F, the actual amounts of 
vertical motion of F above and below the center are respec- 
tively YZ and XY, which are nearly the same, giving similar 
steam distributions to both ends. Y lies on the arc of a circle 
through P and of radius F£. Had the point N been used, the 
motions would have been so different that the steam distribu- 
tions on the two ends would be dissimilar, and the movement 
of the engine irregular. As the position of E is changed on the 
link NM, the relative lengths YZ and XY are altered, which 
allows the steam distribution on the two ends to be propor- 
tioned as desired. As the crank turns, the end F is forced to 
travel in the slotted arc and the side motion of I is transmitted 
to the valve. The slotted arc is solidly attached to the arm 
PQ, which is pivoted at P. If the arm is so moved that Q is 
below a horizontal line through P, the arc will be inclined in 
the other direction and the engine will be reversed. 

Reversing with single eccentric. — It is sometimes con- 
venient to use the central portion of the valve for live steam 
from the boiler instead of for exhaust steam. The valve is then 
said to take steam inside, and the effect of this is to reverse the 
steam distribution. The motion which formerly opened the 
steam port now tends to close it, and, to give the valve the 
proper lead, as shown in A and B, Fig. 201, the eccentric must 
be in one of the positions E or F. To have the engine run in 
the direction shown at A the eccentric must be placed directly 
opposite the position in A, as shown at E. The position at F 
would reverse the direction. It is to be noted that when the 
engine takes steam inside, the crank leads the eccentric, while 
with steam outside, the eccentric leads the crank, the smaller 
angle between the crank and the eccentric being considered. 
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When the eccentric rod cannot be directly attached to the 
valve stem a reverse lever is sometimes interposed, as shown by 
the line diagram at C, Fig. 201. The action of this is exactly 




Fig. 201. — Reversing with Fixed Eccentric. 

similar to shifting the steam from the outside to the inside of 
the valve, and hence the crank leads the eccentric. The com- 
bination of a reverse lever with a valve taking steam inside 
would be to bring the relative position of the eccentric and 
crank to that required with a valve taking steam outside and 
directly connected to the eccentric. 

If a valve be made without lap and lead, the eccentric and 
crank will be so arranged that the valve will be in its mid 
position on dead center. If now the steam be taken outside of 
the valve, the crank will follow the eccentric, while if this be 
changed so that steam is taken inside, the eccentric will follow 
the crank, or the engine will be reversed. This method is used 
in reversing engines which are not run continuously, as is the 
case with hoisting engines, etc., and when economy is not a 
primary consideration. In such engines the main valve must 
be so constructed that it is held on its seat when the steam is 
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brought beneath it, and, moreover, two engines must be used 
with cranks quartering to prevent the engine from stopping on 
dead center. Fig. 202 shows the form of reversing valve D, 




Fig. 2Q2. — Reversing Valve. 

used to shift the steam from the outside to the inside. In the 
position shown, steam from A can enter the space C, while the 
exhaust space B is connected to the inside space of the main 
valve. When the reversing valve is shifted to the right, as 
shown by the dotted lines, steam is admitted to the inside of 
the valve, while the exhaust space B is connected to the space 
C. This causes the engine to reverse, as is shown in the small 
figures. 

Valve for single cylinder direct-acting pump. — The 
valve for a single cylinder pump is of special construction, as 
the motion/ of the pump must be used to drive this valve. 
Fig. 79 partially shows this, steam in M entering beneath the 
large valve H, shown in section, is driving the piston C to the 
right. As this occurs, the arm N strikes the tappet O on the 
rod R, moving the rod. This action moves an auxiliary valve 
which admits steam in back of the piston valve S, and forces it 
to the right moving the main valve H, and so permitting steam 
to enter behind the right-hand end of the piston C, forcing it 
back. This main valve H and the auxiliary valve T are shown 
in Fig. 203. The valve T is attached to the rod R, and con- 
tains within the hollow rectangle fornied by its sides, the valve 
H. The valve T is in reality two valves, united at the ends 
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by UU, with exhaust cavities in the lower faces as shown. 
These valves move over the spaces a^ b, c, d^ e, Fig. 203, 
which shows the seats of these valves, ff being the steam ports 
for the main valves H, and g the exhaust port. The spaces hy h 




Fig. 203. — Pump Valve. 

are shown at M in Fig. 79. The spaces b, b, are connected 
to the exhaust space of the pump; a and e connect to the left- 
hand end of the space in which the auxiliary piston S moves, 
while c and d connect to the right-hand end. If now the rod 
R moves T to the right, a is uncovered and opened to the 
steam, while ^and ^ are covered, and ^ and ^ are connected 
by the front exhaust cavity. This, then, forces S, Fig. 79, to 
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the right, and, as explained, reverses the pump. When the 
left-hand tappet is struck the valve T is moved to the left, and 
then a and c are covered, e connected to the exhaust by and d 
is open to the steam. This forces the auxiliary piston to the left. 
The main valve H fits between the two parts of S, as shown in 
Fig. 79, and is driven by them. To render the construction 
simpler the steam-passages ^, ^, rf, and e do not extend to the 
end of the steam chest, but enter near the middle of the 
auxiliary piston, the steam entering the end through the groves 
and holes in the piston, which are shown by the dotted line in 
Fig- 79- 



CHAPTER VII. 

INDICATING AND GOVERNING. 

The Steam-engine Indicator. — This apparatus is 
intended to show graphically the variation of pressure in the 
cylinder of an engine. It consists of a piston A, Fig. 204, 
working within a cylinder B, and to which is attached. a spring 
which is fastened to the cap of the cylinder. As the compres- 





FiG. 204. — Indicators. 

sion of a spring is proportional to the amount of pressure 
exerted, the movement of the piston of the indicator will be the 
measurement of this pressure. The piston is attached to the 
pencil bar C by the piston rod D and the link E, the arrange- 
ment of the points of attachment on the bar and the length of 
the links E and F, as well as the length of C, being such that 
the pencil at G moves in a straight line. To the cylinder is 
attached an arm H, which carries a drum I. This drum is 
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Fio. 205. — Thompson and Crosby Indicators. 

{To face page 191.) 
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mounted on an axis, and is provided with a spring J, which draws 
it back to the original position after it has been rotated. 

The indicator is attached, by a coupling K, to a cock on the 
cylinder of the engine, and, on opening this cock, the steam 
will act on the piston and xause it to move as the pressure in 
the cylinder rises and falls. The drum I is attached by cords 
and levers to the cross head of the engine, and, as the piston of 
the engine moves, this drum is turned in a similar manner, 
being moved through a fraction of its total motion when the 
piston of the engine moves through the same fraction of its 
stroke. The upper portion of the indicator containing the 
straight line motion, as the links or bars are called, is 
mounted on the sleeve N, so that the pencil can be pressed 
against a piece of paper on the drum I. In this way the move- 
ment of the piston is recorded. In the Crosby indicator, shown 
on the right, the piston spring O is fastened to the piston by 
the rod D, which screws into a slotted threaded projection on 
A, holding a ball on the spring between a spherical cavity in the 
end of the rod and one on a small screw R on the piston, thus 
allowing the spring to bend without jamming the piston against 
the walls of the cylinder. The upper end of the spring is fast- 
ened to a nut, which screws on the cap S. An opening is pro- 
vided above the piston to insure the pressure being that of the 
atmosphere at that point. 

In the Thompson indicator, on the left, both ends of the 
piston spring are screwed as described above for the upper 
end of the Crosby spring. The Crosby drum spring J is fast- 
ened to the drum base T at its lower end, and to a nut V 
above. By removing the drum and raising this nut from the 
square portion of the axis W it may be turned, thus making 
the tension either greater or less. The drum spring in the 
Thompson indicator is hooked over projections at both ends 
and is tightened by the knurled cap Q and jam nut R. The 
pulleys X guide the drum cord to its point of attachment. The 
thumb nut Y clamps the pulley arm in any desired position. 
Fig. 205 shows an exterior view of these indicators mounted 
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on their attachment cocks. This cock, a section of which is 
shown in Fig. 206, is so made that, in the position shown, steam 
is admitted to the cyHnder of the indicator, 
while turning through a right angle cuts off the 
steam and opens this cylinder to the atmos- 
phere. In this position, air being on each 
side of the piston, the spring is under neither 
compression nor tension, and the line drawn 
by the pencil is called the atmospheric line. 
Separate indicators should be connected to 
each end of the cylinder, but often the two 
ends are connected by pipes to a cock which 
will connect an indicator to either end of the cylinder or to 
the atmosphere, being in reality a four-way cock. This prac- 
tice is not to be followed, except when necessary. 

Indicator Rigs. — As the motion of the indicator drum is 
only about four inches, it is necessary to drive the drum from 
some form of indicator rig, which is an arrangement of levers 




Fig. 206. — Indi- 
cator Cock. 




Fig. 207. — Pantograph Indicator Rig. 

or wheels by which the motion of the cross head is reproduced 
to some smaller scale. By reproduction is meant that, when 
the cross head has moved any fraction of the stroke from dead 
center, the drum has been moved the same fraction of its total 
motion from one of its extreme positions. 

There are several methods of accomplishing this. The 
reducing rig shown in Fig. 207 is one which gives an exact re- 
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production, giving a card 4" long from a stroke of 16". The 
vibrating lever A is driven by the cross head B through the 
link C. The link D drives the rod E. Since the lengths of the 
links D and C have the same ratios as the segments of the arm 
A, or as the distances from the center F to the line of action of 
the rod E, and from the center F to the line of the cross head, 
the rod E has a motion similar to that of the cross head. The 
rod E is extended to the two indicators which are attached 
at G and H, thus doing away with the necessity of long 
strings which cause errors on account of stretching. 

Fig. 208 is another form of reducing rig. A vertical pin 
F, attached to the cross head, causes the 
block G to move with the cross head, while 
permitting free vertical motion. G is piv- 
oted to OB at B. In this form the motion 
is slightly in error, due to the vertical move- 
ment of the point of attachment of the string. 
This, however, is slight and is negligible 
when we consider that there is some stretch- 
ing of the string. In this case the horizontal 

OA 
motion of the point A is always - .- times 



OB 




Fig. 208. — Approxi- 
mate Reducing Mo- 
tion. 



the motion of B, and hence, not considering 
the effect of the vertical movement, this is 
correct. 

The arm OA is free to move on OB, being held against 
the pin C by the tension of the indicator string. When it is 
desired to stop the indicator the handle D is gripped and pulled 
to the left and then lifled. The slot at O permits this, and 
the indicator spring will pull the arm to the left, keeping it out 
of the way until again required. To throw the rig in gear the 
handle is again lifted, forced to the left, pushed down, and then 
allowed to move back until the arm is struck by the pin C, 
when the handle is allowed to go free. In all rigs there should 
be some method to connect or disconnect the rig or indicator. 

Other rigs are manufactured using gear wheels or drums of 
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different diameters, or using a modification of the pantograph, 
in all of which, however, the aim is to get an exact reproduc- 
tion. 

Indicator diagrams. — The action of the indicator is 
as follows : Suppose the indicator drum be connected through 
the reducing rig to the cross head, which is at the beginning 
of the stroke, and steam be admitted beneath the indicator 
piston. This compresses the spring an amount corresponding 
to the pressure, moving the pencil to the point A, Fig. 209. 

As the engine piston is moved by the 
steam, the drum is moved by the 
cross head, so that the horizontal 
line AB is drawn to the point B 
where the steam is cut off by the 
valve. After the point of cut off 
the steam expands, the pressure 
Fig. 209.— Indicator Diagram, falling until the end of the stroke is 
reached when the exhaust occurs at C. At this point of re- 
lease, the valve opens the engine cylinder to the atmosphere 
and the steam is exhausted, the pressure falling to D. As the 
piston returns the steam is driven out, and the line is drawn to 
the point E, where the exhaust is closed. As the piston is 
further moved, after the point of compression, the steam behind 
the piston in the clearance space is compressed, the pressure 
rising until F is reached, when the valve again admits steam to 
the cylinder, raising the pressure to A. F is called the point 
of admission. The various lines of the diagram also have 
specific names. FA is called the admission line ; AB is the 
steam line; BC is the expansion line; CD is the exhaust 
line ; DE is the back pressure line, or, in certain cases, the 
Tacuum line ; EF is the compression line. If the indicator 
cock is now turned so that the atmosphere acts below the pis- 
ton of the indicator, we can draw the line TM. This is called 
the atmospheric line, and should be drawn after taking the in- 
dicator card, as the length of the spring varies with the tem- 
perature. The atmospheric line TM is of the same length as 
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the card, and represents to some scale the stroke of the piston, 
or the volume swept through by the piston. For instance, the 
distance TQ, which is two-thirds of TM, represents the con- 
dition when the piston has traveled two-thirds of its stroke, the 
volume swept through being represented by this same distance. 
To represent the total volume in the cylinder at any point of the 
stroke, the Clearance volume must be added to the volume 
swept through by the piston. To represent this, on the figure, 
the distance TR is laid off equal to TM multiplied by the per- 
centage clearance. This then gives us the zero of volume. 
Since the atmospheric pressure is about 14.7 pounds per square 
inch above the absolute zero of pressure, the distance RO 
must be laid off equal to that pressure to the scale of pressure. 
By the scale of pressure we mean the number of pounds per 
square inch which will compress the spring sufficiently to cause 
the pencil to be moved one inch. Springs are provided, so that 
this amount may be 10, 20, 40 pounds, or any amount desired 
within certain ranges. A forty spring, for instance, will allow 
a pencil motion of two and a half inches above the atmospheric 
line when acted on by steam at 100 pounds pressure. This 
scale of pressure is also called the spring scale. 

The absolute pressure and the volume at any point in the 
stroke are now known, the pressure PS and the volume OS, for 
instance, being the condition for a movement of the piston TQ. 

The expansion curves from many engines have been ex- 
amined and have been found to agree quite closely with a curve 
called the rectangular hyperbola. This curve has the property 
that the product of the distances of any point from the line of 
zero pressure and from the line of zero volume is constant. 
This may be written as 

SP X OS = constant, or pv = K. 

When the expansion line departs from this line, there is some 
adjustment necessary about the engine. It is to be remem- 
bered that there is no theoretic basis for this agreement, and 
the employment of the rectangular hyperbola rests solely upon 
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the facts that it is a curve easily constructed, and that it is one 
which agrees closely with the expansion curves from the best 
engines. 

The actual card from an engine differs from that shown in 
Fig. 209. If the steam passages and the openings of the 
valves are not large enough, the admission line is inclined, and, 
when the simple D slide valve is used, its closing is so gradual 
that, in place of the sharp point of cut off at B, we have a 
rounded curve. The point of release usually occurs before the 
end of the stroke, and is so gradual that CD is inclined and not 
vertical. The exhaust ports and passages being small, the 
line DE is raised, and at E there is a rounded corner. These 
effects are shown in Fig. 210, the rectangular hyperbola being 
shown dotted in. 

To draw the rectangular hyperbola through any point, as 
X, Fig. 211, draw from X a vertical line XH, and from the 
intersection of the lines of zero volume and pressure draw any 
inclined line JO. From the point where this cuts a horizontal 
through X, draw the vertical JK. From the point of intersec- 
tion of OJ and XH draw the horizontal SK. The point K, 
where this cuts JK, is another point on the curve. Proceeding 
in this manner we can find other points, as Y and Z. 




o L 
Fig. 210. — Actual Indicator Card. 



Fig. 211. — Rectangular Hyperbola. 

By the indicator-card we can tell whether or not the valves 
are set correctly, as the card shows the actual distribution of 
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the steam. Fig. 212 shows a late steam admission and release, 
as well as late compression. If the eccentric is shifted ahead 
on the shaft the events will be made earlier and these errors 




Fig. 212. — ^Late Admission and Release. 

will be corrected. The effect of small exhaust port is shown 
in Fig. 213 by the gradual drop from the point of release and 




Fig. 213. — Small Eidiaust Port 

the height of the exhaust line above the atmospheric line. 
This latter may also be due to a small exhaust pipe. 

When the steam enters the cylinder there is condensation 
of part of the steam, which is called initial condensation, as 
explained in Chapter V. As the steam pressure falls during 
expansion, the heat contained in the cylinder walls and in the 
condensed steam causes a re-evaporation, which, as the amount 
of steam in the cylinder at these later points is increased, 
produces a gradual rise in the pressure. This phenomenon 
is shown by the expansion curve rising above the rectan- 
gular hyperbola, as shown in Fig. 210. This same result 
can be produced by a leaky valve, allowing steam to enter 
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during expansion, which is more frequently the cause of this rise. 
The expansion line falling below the hyperbola generally shows 
a leaky piston, as the steam can pass directly to the exhaust 
side of the piston. Continued condensation would produce this, 
but this condition rarely occurs. 

Valve setting by Indicator cards. — If the indicator 
be attached by a four way cock to either the atmosphere, the 
crank end of the cylinder, or the head end, two diagrams can 
be drawn on the same card, as shown in Fig. 214. On the 




Fig. 214. — ^Original Cards. 



cards here shown the cut off and release are late on the head 
end, while those on the crank end are early, the compression 
being too early on the head end. This shows that the valve 
has been moved on the stem so that the laps are not correctly 
proportioned. If we move the valve on the stem, or lengthen 
the stem, making the steam lap for the head greater, and that 
for the crank end less, the cut offs will be equalized on the 
two ends, shortening that on the head and making that on 
the crank later. The exhaust laps are changed differently; 
that on the head end being shortened and that on the crank 
end lengthened. This will change the release and com- 
pression, so that we get the cards shown in Fig. 215. 

The shifting of the valve on the stem is generally not suffi- 
cient to bring the cards into the shape shown in this figure. 
The indicator cards should be made as nearly identical on the 
two ends as possible, the valve being then at its right position 
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on the stem. The eccentric should now be shifted on the shaft 
to bring the admission line practically vertical. 




Fig. 215. — After Adjusting Engine. 

This applies to any engine in which the valve is driven from 
a single eccentric. 

Kg. 216 shows a card from an engine in which, on the 




Fig. 216. — Incorrect Exhaust Lap, Head End. 

head end, the compression is too great and the release too late. 
The exhaust lap for that end is reduced to make the compres- 




Fig. 217. — After Correcting Exhaust Lap. 
sion smaller and the release earlier, giving the cards shown in 
Fig. 217. The drop in steam line is due to the small motion 
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of the valve, and to correct this a larger eccentric is made^ 
together with a new valve, on which the laps are increased in 
the same proportion as the eccentric has been. This gives a 
card as shown in Fig. 215, correcting the wire drawing 
shown at the admission and release. When pressure is 
reduced by this throttling action, as the effect of the narrow 
opening is called, the steam is said to be wire drawn. 

Measurement of Power by Indicator Cards. — As 
the heights of the indicator card measure pressures per square 
inch when the piston occupies different positions, the mean 
height of the curve ABD, Fig. 210, from OP represents the 
mean pressure pushing the piston forward, and the mean height 
of the curve DEA represents the pressure against which the pis- 
ton is moved backward. Let s be the spring scale and let 

ABDPLA ,..,..,. 

=rTp y s = py which IS the mean forward pressure per 

square inch in that end of the cylinder. 

lia equals the area of the piston in square inches, pa equals 

the mean total pressure during the outward stroke. If the 

stroke is / feet, the gross work done in this end of the cylinder 

is pld, 

^ DEFLPD ^ , , .„ 

Let pp X s = Pq and then p^la will equal the work 

done by the piston in forcing the steam out of this end of the 
cylinder on the return stroke, and hence (/ — p^) sa will 
be the net work done, in foot pounds, on one side of the 
piston per revolution of the engine. 

/ABDPLA DEFLPDX ABDEFA 
^-^0= \—10p— Lp— ) ' = —LP X ' •» 

or, the area of the card ABCDEFA divided by the length LP 
when multiplied by the spring scale represents the mean effec- 
tive pressure, which is usually written M.E.P. Calling the 
M.E.P. /, we have pla as the work done in this end of the 
cylinder per revolution. The work done per minute by one 
end is then plan measured in foot pounds. 
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To compare engines Watt assumed that a horse could do 

33,000 foot-pounds of work per minute, and when an engine 

does this amount of work per minute, it is said to develop one 

horse power. Thus, the horse power developed by one end of 

plan 

an engme is . 

^ 33000 

In the crank end of the cylinder the area of the piston is 
reduced by the. area of the piston rod, and a for the crank end 
is, therefore, smaller than that for the head. Since the mean 
effective pressure is usually different for the two ends of the 
cylinder, the horse power of an engine is given by the ex- 
pression 

33000 ' 

Ici 
being constant, for a given engine, is called the engine 

constant for the end having an area a. 



Horse power = 




Fig. 218. — Measuring Horse Power. 

To determine the horse power from an indicator card, the 
cards shown in Fig. 218, taken from a 6'' X 8" engine run- 
ning at 300 revolutions, will be worked out. The cards are 
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quite wavy, which is usually the case in cards from high speed 
engines when the pencil levers are heavy and a light spring is 
used. This is due to vibrations of the indicator spring, and 
although the lines drawn do not agree with the true expansion 
line of the steam, the piston so oscillates above and below the 
true position that the area under the wavy curve is nearly equal 
to the true area. The areas of the cards are best determined 
by a planimeter, which is an instrument for measuring areas. 
Where one of these is not accessible the mean height may be 
found as follows : Draw two lines at right angles to the atmos- 
pheric line at the extremities of the card, divide the distance 
between into ten equal parts, and, at the points of division, draw 
lines perpendicular to the atmospheric line. This divides the 
card into ten trapezoids, and the middle line of each of these is 
drawn as shown by the dotted lines. The area of each of 
these trapezoids is proportional to the middle line, since the 
distances between their parallel sides are equal. The mean 
height of the figure is therefore the mean of these middle lines, 
which is found by laying them off consecutively on a straight 
line and dividing the total length by ten. It is not necessary 
to draw the solid lines, as the result can be accomplished by 
dividing the base into twenty parts and drawing perpendiculars 
at the odd numbered points from either extremity; that is, the 
first, third, fifth, etc. 

In the cards of Fig. 218 the head card gives 9.2 inches for 
the sum of the lengths of the middle lines and the crank card 
9.4 inches. The mean height is then .92 inch for the head 
card and .94 inch for the crank card. The spring scale is 
40, so that the mean effective pressures are 36.8 pounds per 
square inch for the head and 37.6 for the crank. 

The engine turns 300 times per minute and has a piston 
rod of I J inches diameter. From these the following is de- 
termined : 



a^=-X6x6 = 28.27, 
4 
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Uc = 28.27 — tX- X - 

4 2 2 



= 28.27 — 177 = 26.5, 

n = 300. 



28 27 X T^ 

Engine constant (head end) = — '—^ 3_? = .000571. 

Engine constant (crank end) = — '^ — iSjO" = .000535. 

I.H.P. (head end) = .000571 X 36.8 X joo = 6.29. 
I.H.P. (crank end)= .000535 X 37-6 X 300 = 6.03. 
Total I.H.P. = 12.32. 

This horse power is called the indicated horse power of the 
engine because it is determined by the indicator. Friction of 
the various parts will consume power, so that the amount de- 
livered from the shaft is smaller than the indicated power. 
The amount lost in the engine is termed the friction horse 
power and the remainder, which is delivered from the engine, is 
called the delivered horse power, and because it is determined 
in some cases by the Prony Brake, it is also termed the brake 
horse power. These several horse powers are represented by 
the symbols I.H.P., F.H.P., D.H.P., and B.H.P. 

A Prony brake consists of a band A, Fig. 219, en- 
circling the fly wheel of an engine, having attached to it a 
weighing arm B which prevents the band from turning, and 
also transmits the force produced by the friction between the 
band and the wheel to the scales C. To prevent the band 
from being destroyed, wooden blocks D are fastened to it be- 
tween it and the wheel. The bolt E is used to change the 
tension of the band and alter the friction. Water is introduced 
into the rim of the wheel by the pipe F and, after abstracting 
some heat from the rim, flows out at G. 

The force at the end of the arm B acting at a distance of R 
feet from the center of the wheel, the radius of the rim being 
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r feet, is ~ times the force of the friction which acts over the 
K. 

surface of the rim. The force on the end of the arm being F, 

FR 
the sum of the friction forces is — • 

r 

As the force F is continually acting, it may be clearer to 

consider it to be produced by a load F on a cable which is 

being wrapped in a groove of radius R on the wheel. 



ns==i* 




Fig. 2i9.^Prony Brake. 

The distance through which this force F acts for one minute 
is 2nKn, where «, as before, is the number of revolutions ; 
hence the work done is 2 7rFR«. The brake horse power is 



2;rFR« 2;rR 



being Ae brake constant. 



therefore 

33000 33000 

Fig. 220 shows a simple form of brake made by a rope 
wrapped around the wheel, the two ends A being fastened to 
a frame carried on a platform scale. The middle B of the rope 
is attached to a tightening device carried by the same frame 
and the difTerence in tension is weighed by the scales. The 
arm on which this force acts is the distance from the center of 
the shaft to the center of the rope. 

The difference between the indicated horse power and the 
brake horse power is the friction horse power. 



I.H.P.-B.H.P. = F.H.P. 
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The mechanical efficiency of an engine is the ratio of the brake 
horse power to the indicated horse power. 



E = 



B.H.P. 
I.H.P. 



Governing. — As the load against which an engine acts is 
continually changing, there must be some way of varying the 
power which is developed in the cylinder. If this were not 




Fig. 220. — Rope Brake. 

done, the excess of energy at a time of low load would be used 
in speeding up the fly wheel, which would finally break, owing 
to the great centrifugal force at high speeds. As the speed 
increases, due to the decrease of load, an apparatus called the 
governor acts on the steam supply or valve gear, so that the 
area of the indicator card is made smaller, thus reducing the 
indicated power. If the demand for power increases the gov- 
ernor again acts so that the card is larger, more power being 
developed. An excess or deficiency of load would cause the 
engine to change its speed, and it is this change of speed, 
small though it may be, which causes the governor to act. 

There are two general methods of governing; that by 
throttling, and that by a change in cut off. The throttling 
method consists of closing a valve in the steam line so that 
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the pressure of the steam entering the cylinder is reduced. 
The indicator cards shown in Fig. 221, exhibit the effect of 




Fig. 221. — Effect of Throttling Governor. 

gradually reducing the load on an engine with a throttling gov- 
ernor, the largest card being taken at full load. It is to be 
noted that the events of the stroke occur at the same piston 
positions for each card, but as the steam is throttled, the steam 
line is lower. Although the volume at cut off is the same on 
each card, the weight of steam used is decreased, because as 
the steam is throttled through the governor Valve it expands so 
that it occupies a greater volume. Throttling also tends to 
raise the temperature of the steam above that corresponding to 
the pressure, which is called superheating. 

The method of governing by changing the cut off, which 
gives the name of automatic cut off engine to those on which 
it is found, is accomplished by th6 governor acting on the valve 
gear, so that the events of the stroke occur at different points 
in the stroke. Fig. 222 shows a set of cards taken as the load 

on an engine is decreased. It 
will be noticed that, as the load 
is taken off, the cut off, release, 
compression, and admission oc- 
cur earlier, making the indi- 
cated horse power less. On 
light loads the compression is 
Fig. 222.— Effect of Automatic Cutoff. Qftgj^ excessive, frequently at- 
taining a value above that of the boiler steam. Should the 
load become heavier, the governor would so act on the valve 
gear that the events would take place later. 
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In this method of governing, the steam supply is dimin- 
ished at light load because the volume of the cylinder, filled at 
cut off, is decreased. 

In both methods of governing the total quantity of steam 
is diminished as the load decreases, but the amount used in an 
hour per horse power increases. The steam consumption, as 
this amount is called, increases because of the effect of initial 
condensation at the earlier cut offs, or lower pressures. 

The steam consumptions obtained with the two methods of 
governing, when applied to an experimental engine equipped 
for determining which of these methods was the better, show 
that the quantities do not differ greatly at the same power. 
The automatic cut off method of regulation is the one most 
prevalent in the United States. 

Another point to be noted in regard to the steam consump- 
tion is that, although it diminishes with a later cut off, this 
only occurs up to ^ certain point, and beyond this it increases 
because steam is not expanded sufficiently after cut off. In 
these latter cases we are discharging into the exhaust much of 
the energy in the steam which could be utilized by expansion. 



CHAPTER VIII. 
GOVERNORS AND VALVES. 

As many valves controlling the steam distribution of an 
engine are made in their particular forms because of their use 
in governing, and as special arrangement of governors are used 
with these valves, the valve and the governor will be consid- 
ered together. 

Governors. — Plain D slide valve and throttle gov- 
ernor. — In Chapters V and VI the action of the D slide valve 
was discussed. It was seen how the single valve controlled 
the admission and exhaust, and also that these events would 
always occur at the same point of the stroke, were the eccen- 
tric fast on the shaft. A throttle governor which may be used 
to regulate the speed, when such a valve gear is employed, is 
shown in Fig. 223. It consists of a valve made of two discs 
A A, connected to a spindle M, which is moved by the action 
of centrifugal force on two revolving balls. The discs A A, 
moving within an opening, are of such a fit that the valve may 
move freely, and yet without any play. The pressure above 
the upper disc, and below the lower one is the same, being that 
of the boiler steam, while that between the discs gives equal 
upward and downward pressures, no matter whether the valve 
be open wide or closed. Such a valve is said to be balanced. 
Valves of this form are sometimes used as throttle valves. 
The balls BB are attached to arms C on the sleeve D, which 
is held in the vertical bearing E. The bearing E is supported 
on a bracket which is cast to the top F of the valve casting, 
and carries a horizontal bearing G. To the lower end of the 
sleeve D is attached a bevel gear H, which engages with a gear 
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I on the horizontal shaft. This shaft is turned by a belt from 
the shaft of the engine through the small pulley K. In this 
way the sleeve D is turned, causing the balls to revolve about 




Fig. 223. — Throttling Governor. 

the axis. As the speed increases, centrifugal force drives the 
balls further from the center, the balls rise and the inner end 
L of the arm C is depressed, moving the end of the spindle M 
downward. This partly closes the valve, throttling the steam 
and reducing the pressure on the engine side of the valve* 
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To regulate the speed at which the engine will run, a lever N 
and a spring O are used. This lever is pivoted at P, and the 
spring, the compression of which is regulated by the screw R, 
acts so that the inner end of N is forced upward. This end 
enters a slot on the spindle M, and keeps the valve open until 
the engine is running so fast that the pressure, due to the cen- 
trifugal force of the balls, overcomes the pressure due to the 
spring. This speed can be changed by the adjusting screw R. 
The spindle M is guided by the sleeve through which it can 
easily move. 

Centrifugal balls, with a spring between to regulate their 
action, are sometimes mounted directly on the shaft of the en- 
gine, and are attached by a collar and sleeve to a system of 
levers and rods which act on a balanced throttle valve, thus 
accomplishing the same result as that previously described. 

Watt governor. — Another form of governor, known as the 
Watt governor, is shown in Fig. 224. It is the earliest form 

of governor invented, being orig- 
inally applied to a throttle valve and 
is now often used for Corliss engine 
governing. It consists of the two 
heavy balls A A, carried by the arms 
BB, which are pivoted on the end 
of spindle C. These arms are at- 
tached, b|y the rods DD, to the sleeve 
E, which don tains a groove, in 
which is the ring F. When the spindle 
C, which is supported and guided by 
the column G, is rotated by the gears 
and pulley beyond a certain speed, 
the centrifugal force of the balls will 
begin to r^iise the sleeve. If now 
the ring is attached to a throttle 
valve, the action is that before de- 
FiG. 224. — ^Watt Governor. scribed. 

Porter-Allen governor. — As the Watt governor required 
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quite a change of speed to raise the governor from the lowest 
to the highest points, another form was introduced by Mr. C. 
T. Porter in 1862. This governor, shown in Fig. 225, is run 




Fig. 225.— Porter. Allen Governor. 

at a high speed. The centrifugal balls AA are quite small, and 
act on a sleeve which carries a sliding weight B of considerable 
size. The sleeve is also attached to the lever C, which is 
pivoted at D. The rod E, extending from this lever, is at- 
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tached, in the Porter- Allen engine, to a link block which is 
connected to the end of a radius-rod. A dash-pot is attached 
to the lever. This consists of a cylinder, in which is a piston 
fitting snugly, but containing one or more small holes. The 
cylinder is filled with oil, which passes, from one side of the 
piston to the other, through the small holes. As the oil re- 
quires time to pass through these openings, any momentary 
changes of the governor are prevented, and thus a steadier 
action is obtained. If a dash-pot were not used, the slight 
changes of speed would keep the governor constantly changing 
in position, or hunting, as it is called. These changes in the 
position of the governor, occurring after the engine had changed 
speed, would probably aggravate the change so that greater- 
variation would occur. All governors should be equipped with 
dash-pots or their equivalent, allowing a steady change of 
speed to move the governor, but preventing a momentary- 
fluctuation to cause any change. 

Shaft governors. — As has been noted, a Stevenson link 
motion could be used to change the point of cut off and thereby 
to regulate the speed of an engine with a D slide valve. 
A single eccentric can be used to accomplish the same object 




Fig. 226. — Gofvemingby Shifting Eccentric, 
if it is moved on the shaft by some means. If the eccentricity 
remains constant and the eccentric is moved, the events would 
all occur earlier, as seen in Fig. 226, but release and admis- 
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sion would be changed by the same amount as cut off and com- 
pression, and this would give a distribution of little value. In 
the Stephenson link motion it was seen that the virtual eccen- 
tricity as well as the angle of advance is altered, and that this 
method gave distributions which were satisfactory. To do this 
with a single eccentric, the eccentric must be moved so that 
the eccentricity changes with the angle of advance. Fig. 227 




Fig. 227. — Automatic Cut-oflf Governor. 

shows one method of moving an eccentric to accomplish this. 
The sheave of the eccentric is mounted on an arm A, which is 
pivoted on one of the arms of the fly wheel at B. This sheave 
contains a slot which passes over the shaft, whose center is O. 
c is the center of the eccentric, cO being the eccentricity, and 
^:0E the angle of advance, the governing arrangement being 
attached to the sheave. To move it so that c has the posi- 
tion ^p c^y it is seen that the angle of advance increases and 
the eccentricity becomes less in the same manner as the virtual 
eccentric of a Stephenson link with open rods. The govern- 
ing apparatus is pivoted on the arms of the fly wheel and at- 
tached to this sheave by rods and regulated by springs so that 
the engine must reach a definite speed before the eccentric is 
moved. 

Rites Inertia Governor. — A modern form of shaft governor 
is shown in Fig. 228. This governor is usually placed at the 
end of the shaft where the fly wheel is overhung. It consists 
of the inertia weight A • pivoted on one of the fly-wheel arms 
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at B, and containing a pin C, to which the eccentric rod is 
attached. The regulating spring D pulls the weight A against 
the stop E on the fly wheel. As the speed increases, the en- 
gine turning as shown by the arrow K, the weight tends to move 





Fig. 228. — Rites Inertia Governor, 
in the direction shown by the arrow F, because of the centrif- 
ugal force, the center of gravity G not being coincident with 
the point B. As the motion of the engine becomes greater, this 
centrifugal force overcomes the spring tension, and the weight 
moves. In the first position, since C is the center of the eccentric 
pin, and O is the center of the shaft, CO is the eccentricity 
and COH is the angle of advance, N being the center of the 
crank; and, as the speed changes, the length CO becomes 
smaller, while COH becomes greater in a manner equivalent 
to a Stephenson link with crossed rods. A drawing of the 
valve diagrams for different positions of C will show how the 
different events of the stroke change as the weight A moves. 
There are two other actions in this governor which are im- 
portant, and which give the value to this special type. They 
are the inertia effects. When the engine is moving at a definite 
speed and the load is suddenly removed, causing the engine to 
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increase in speed, the inertia of the arm causes it to lag behind 
the fly wheel, the speed of which 
is increased, and hence the mo- 
tion of the weight relative to the 
fly wheel is as shown by the 
arrow F, the engine turning in 
the direction K. The increase 
in the speed of the engine also 
tends to move the center of gravity 
of the weight faster, but inertia 
causes this to lag, and hence this 
also tends to turn the weight in 
the direction of F. 

The spring D, which acts on 
the weight, is so proportioned and 
located that as the weight moves 
its force so varies that the number 
of revolutions are almost con- 
stant at different loads. The 
spring M prevents the movements 
under the small fluctuations of 
speed during one revolution. 

Valves^ — Piston Valves. — 
This valve v/as designed pri- 
marily on account of the im- 
'possibility of making large slide 
valves effective because of their 
want of tightness. As piston 
valves decrease the friction and 
increase the port opening for the 

same space occupied by the valve, ^'^- ^ag.-Marine Piston Valve. 

they are used when large valves must be used, with anything but 
very low pressures. The form shown in Fig. 229 is that used in 
the United States Navy and is in reality a D slide valve wrapped 
into the form of a cylinder. Steam is taken inside, entering 
through the pipe at A. It enters the head end of the cylinder 
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through the passage B and from the crank end is exhausted 
through the passage C. The ports are made in liners D 
(shown in Fig. 230), which are forced into bored holes in 
the cylinder casting after being finished 
all over. These ports are really dia- 
mond-shaped holes which extend 
around the circumference, the metal 
strips, which form the division between 
them, holding the two parts of the 
liners together and preventing the edges 
of the piston rings E, which are used 
Fig. 230.— Valve Liner, on these valves, from springing into the 
ports. This liner allows the passages to be made easily and 
accurately, as a small displacement of the opening in the cylin- 
der casting is adjusted by the position of the liner. The steam 
passages B and C extend completely around the valve, and it 
is to be noted how much larger they are than the ports. The 
exhaust is taken off from the spaces FF, the section shown 
being cut through a stiffening bolt GG in the center of the 
passage. The arrangement of the lap is peculiar in this engine, 
the steam laps being ||" on the top or head end, and U" on 
the bottom or crank end, while the exhaust laps are — ■^-^" 
and — yi^" respectively. The eccentricity in this case being 
2", the movement of the valve is 4". 

The valve shown in Fig. 229 is made of a central casting 
H, through which the valve rod extends and to which, by 
the collar J and the nuts K, two plates LL are held. The pis- 
ton ring is a single ring regulated by a bolt M on the inside. 
The stuffing box is shown at the bottom of the steam chest 
and at the top is the balancing piston N. This piston is ex- 
posed on its lower surface to the exhaust steam pressure and 
above to the atmosphere. This balances the pressure due to 
the area of the valve rod passing through the stuffing box, and 
is also made enough larger to support part of the weight of 
the valve, thus relieving the pressure on the eccentrics. 

Double-ported Valves. — Another method of increasing 



GOVERNORS AND yALVES. 



217 



the amount of port area for small 
movement of the valve is by the 
use of a double-ported valve. 
This valve was spoken of when 
describing the Weston engine, 
Fig. 112, but the form there shoAvn 
is intended to act as a double- 
ported valve only at the points of 
admission and cut off. For marine 
engines a valve has been used in '^" " 
which there are two admission 
areas which are active throughout 
the entire movement of the valve. 
Figs. 231 and 232 show different 
views of the valve. The steam 
surrounds the valve and enters the 
passages AA', which extend from 
one side of the valve to the other. 
When the valve moves upward 
steam can enter the two ports B, 
C, while exhaust occurs at E and 
F. The exhaust steam which 
enters the upper part of the valve 
passes over the top of the passage 
A' to the central portion, and 
thence to the exhaust port G. 
To reduce the friction load on 
this valve, a packing ring H, on the 
back of the valve moves in contact 
with the pressure plate K, which 
is part of the valve cover. The 
back of this valve is made of the 
same area as the face, to balance 
the pressure. These valves, which 
are usually very large (the valve 
shown being about 24" X 36'') 
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Fig. 231.— Double-ported Valve. 
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are so heavy that it is advisable to balance their weight, as 
shown by the use of the auxiliary piston L. Fig. 232 shows 




Fig. 232.— Double-ported Valve. 

?in isometric view and section of this valve. The holes shown 
at M are to allow leakage past the ring to escape into the 
exhaust. 

Double-ported piston valve. — Fig. 233 shows the piston 
valve from an Armington and Sims engine. In this valve the 




Fig. 233. — Armington and Sims Valve. 

steam is taken inside, steam entering the left-hand end by 
passing the corner A, and also by the corner B through the cen- 
ter of the valve. For the exhaust events the valve is single- 
ported. 

Four-valve engine. — The single-valve engine necessitates 
a large clearance and also the use of the same passage for live 
steam after it has been cooled by the exhaust steam. To 
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overcome these objections four- valve engines have been intro- 
duced, of which the first successful one was that made by Mr. 
Geo. H. Corliss. In this engine two valves were used for 
steam and two for exhaust, which being placed near the ends 
of the cylinder, required short steam passages, thus reducing the 
amount of clearance. This arrangement was so successful that 
the method has been copied by many engine builders who have 
modified the details of the valves and the driving mechanism. 
This to-day is the gear mostly used for large stationary en- 
gines. The valve motion of the Hamilton-Corliss engine is 
shown in Figs. 234 to 237. Steam enters a box A, Fig. 234, 
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Fig. 234.— Hamilton-Corliss Cylinder. 

on the top of the cylinder at the point B; it there divides, 
passing to the valve boxes CC at each end. These valve 
boxes contain the steam valves D, shown in detail in Fig. 235. 




Fig. 235.— Corliss Valves. 

These are bars of cast iron having cylindrical ends and a thin 
portion connecting the ends. The valve face is a continuation 
of part of the cylindrical surface with a web on its back to 
stiffen it. The exhaust valves EE, on the lower side of the 
cylinder, are similarly constructed, with the exception that <he 
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length of the arc of the connecting portion is greater than that 
of D. These valves E lead into the exhaust box F, through 
the exhaust ports G. 

If the valve D be rotated from its middle position in the 
direction of the arrow, so that the surface is moved an amount 
equal to the lap, steam will be admitted, and when the valve is 
moved quickly back the cut off will take place sharply, giving 
a decided corner to the indicator diagram in place of a rounded 
one. . After this, the steam expands to a point near the end 
of the stroke when release takes place through the lower port. 
The manner in which these valves are operated is shown in 
Figs. 236 and 237. The eccentric rod H is attached at the 
point K to the wrist plate L which turns on M. This oscilla- 




FiG. 236. —Corliss Valve Mechanism. 

tion of the wrist plate moves the arms N and O, pivoted at 
P and Q by the rods R and S. To the shaft Q, to which O 
is keyed, is attached the exhaust valve E of Fig. 234, so that it 
is oscillated as the eccentric revolves, opening and closing the 
exhaust at the proper time. The arm N is not directly at- 
tached to the steam valve, but to a sleeve T, Figs. 236 and 
237, which also carries the arm U, and on the end of U is 
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pivoted the hook V. V is made with two arms, one of which 
carries the catch W, and the other travels over a cam X. 
The cam X is mounted on a collar Y, which turns on the same 
bearing as that on which the sleeve T moves. The arm Z, on 
Y, is attached to the governor by the rod a^ so that its posi- 




FiG. 237.— Corliss Releasing Gear, 
tion is determined by the speed of the engine. To the valve 
spindle P is keyed an arm c, on the side of which a block d 
engages with the catch W. To this arm is also attached the 
vacuum dash pot b through the rod e. If the wrist plate moves 
so that N is moved to the left, the arm XJ is raised, and with 
it. by means of the hook V, the arm c. This opens the steam 
valve. When, however, the inner arm of the hook V strikes 
the cam X, the catch W is pulled away from the block d and 
the vacuum in the dash, pot pulls the arm c downward, closing 
the valve sharply. As the load on the engine changes, the 
cam collar Y is moved by the governor so that the cam X 
strikes the arm of the hook either earlier or later in the stroke. 
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The spring f forces the hook against the block so that it will 
catch at the proper time. In case the belt which usually drives 
the governor of a Corliss engine should break, and thus allow 
the maximum quantity of steam to enter the engine, as the balls 
would then fall to their lowest position, a safety-cam g, Fig. 
236, is placed on the cam collar. When the governor is in 
its lowest position the arm Z is moved over so far that the 
inner arm of V travels over the cam g when U is in its lowest 
position. This moves the catch so that it cannot engage 
with the block on c, and hence the valve will not open and 
the engine will stop. To permit one to start the engine, a 
safety pin is placed in the governor column so that the gov- 
ernor cannot reach the position at which the hook will not 
catch. This safety pin should always be removed when the 
engine is running, or the breaking of the belt would cause 
the engine to run away. 

Fig- 238 shows the construction of a vacuum dash pot. 







I p A: 




Fig. 238.— Vacuom Dash Pot 

The lower cylinder A is connected to the atmosphere by the 
check valve B opening outward, while the upper cylinder C is 
open through the partially closed valves DD and the inwardly 
opening leather check- valve at F. If the double piston EE is 
drawn upward, a vacuum is formed in the lower cylinder, while 
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air slowly enters the upper one. On the removal of the catch 
W from beneath the block rf, on the arm c, Fig. 237, this 
vacuum draws the piston downward and with it the arm c. 
This takes place rapidly at first, as there is a vacuum in the 
lower cylinder, but as the pistons approach the end of their 
travel the air in the upper cylinder is being driven out through 
the small openings in DD, and as this cannot take place fast 
enough, the air is compressed and the piston brought to rest. 
The rapidity of the fall can be regulated by adjusting the valves 
DD. 

In the engine shown, only one eccentric is used to drive 
both the steam and the exhaust valves, but as we cannot 
always secure sufficient range of cut off or proper steam dis- 
tribution, separate eccentrics and wrist plates are used for the 
steam and exhaust. These are usually found on large engines. 

Porter-Allen valves. — Another four-valye engine is the 
Porter-Allen engine, invented by Messrs. Charles T. Porter 
and John F. Allen . Fig. 239 shows the construction of 
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Fig. 239.— Porter- Allen Cylinder. 

the cylinder of this engine. Steam valves A are mounted 
on two separate valve stems, the stem of the head valve pass- 
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ing tnrough holes in the crank valve. The exhaust valves B 
are attached to one stem. The valves are made of cast iron 
in the form of rectangular frames, as shown in Fig. 240. They 
are double-ported valves, as is clearly seen in the figure. The 
pressure plates C on the Ijack of the valves prevent excessive 
friction, and in case of excessive compression the plates over 
the steam valves allow the valves to be raised from their seats. 
The exhaust valve is placed at a lower level on the side of the 
engine to permit of draining. The pressure plates over the 




Fig. 240. — Porter-Allen Valve. 

steam valves are adjustable to allow the steam valve to be 
moved with a minimum amount of friction and still to remain 
steam tight. These valves are driven by a modified form of 
link motion known as the Fink gear. The Porter- Allen gov- 
ernor is employed to move a block on a radius rod in a slot in 
a link, thus changing the points of cut off and admission, this rod 
being attached to the admission valve stems only. The ex- 
haust valves receive their motion from a fixed point in the link. 

The Meyer expansion valve To vary the point of cut off 

an additional valve is sometimes used moving on the back of 
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the main valve, and is known as an expansion valve. The 
Meyer expansion valve. Fig. 241, is of this form, and consists 
of two blocks AA, which are attached to a threaded valve stem 
B. The main valve C has pieces added at the ends, so that 
there are two steam passages EE formed in the end of the main 
valve. The exhaust cavity F is similar to that ordinarily found 
with the D slide valve, causing release and compression at fixed 
points. The blocks AA are driven by a separate eccentric, 
and when a passage E is covered by one of the blocks, steam 




Fig. 241.— Meyer Valve. 

is cut off from that end, no matter what the position of the 
main valve may be. The auxiliary valve stem is so attached 
to Its eccentric rod by a cap G that it may be turned on its 
center line by means of a hand wheel H, on the outer end, 
through which the tail rod extension passes. The threads for 
the two blocks are right- and left-handed, and turning the rod 
in one direction will cause the blocks to separate, producing 
an earlier cut off as the passage E is closed sooner. If the 
wheel H is turned in the opposite direction, the blocks are 
brought closer together and cut off will take place later. The 
admission is governed by the main valve, which is known as 
the distributing valve, while the blocks form the expansion 
valve. 

Valve diagram for Meyer valve. — It has been shown that 
the motion of a valve driven by an eccentric is represented by 
the equation 

X •=. f' sin ((» + ^\ 
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If now another valve is driven by a separate eccentric of radius 
r' and angle of advance cJ', its motion relative to the cylinder 
will be 

x' = r' sin (oa + 6'), 
and its motion relative to the other valve will be 

yj' — X — x' ^ r sin ((^ + a?) - r' sin {S' + go). 

This can be reduced to the expression 

X" = (r cos d — r^cos d^) sin gj -}- (r sin S — r' sin 6') cos oj, 

which is also represented by a circle the diameter of which is 
found as shown in Fig. 242. 

L 




Fig. 242.— Meyer Valve Diagram. 

From O the point of intersection of OA and OB, two per- 
pendicular lines, lay off OC equal to r and OD equal to r\ 
AOC equal to d and AOD equal to d' . If from O, OE is laid 
off equal and parallel to DC, it will be the diameter of a circle 
which represents the movement of the expansion valve relative 
to the main valve, r and d referring to the main eccentric and 
r' and d' to the expansion valve. 

Suppose the crank has moved through an angle go from its 
dead-point. The main valve has moved from the mid-position 
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a distance OF and the auxiliary valve a distance OG, the rela- 
tive motion being the difference GF, which is also shown in the 
relative circle by OH. When this relative motion amounts to 
the distance (J, Fig. 241, cut ofiFwill occur, hence if OK, Fig. 
242, represents this distance, L is the position of cut off. If by 
the hand wheel H, Fig. 241, the blocks are brought closer to- 
gether until d equals the distance OM, Fig. 242, cut off will 
occur at N. In this way the cut off can be varied, the latest 
cut off by the auxiliary valve occurring at T ; but in this case the 
valve would immediately open and cut off would occur by the 
main valve at P, where the steam lap OP cuts the valve circle 
of the main valve. Where the * * d circle ' * cuts the auxiliary 
circle a second time, as at Q and R, is the location of the point 
at which the expansion valve uncovers the port in the main 
valve, and this should not occur before the main valve cuts off 
(at P) since it is not desired to have a second admission of steam. 



CHAPTER IX. 

CONDENSERS AND MULTIPLE-EXPANSION ENGINES. 

The early piston engines employed the condensation of the 
steam in conjunction with the pressure of the atmosphere to 
drive the piston. In these engines, used for pumping water in 
the English mines, the cylinder was connected to a boiler in 
which steam was made at about atmospheric pressure, and, as 
the piston was drawn upward by the weight of the pump rods 
acting through a walking beam, this steam flowed into the 
cylinder. When the piston reached the top of its stroke, the 
communication to the boiler was shut off and water was intro- 
duced into the cylinder. This abstracted the heat from the 
steam and condensed it, forming a partial vacuum, and, as the 
upper end of the cylinder was open to the atmosphere, the air 
pressure forced the piston inward, lifting the plunger of the 
pump. At each downward stroke the cylinder was cooled,, 
causing a great loss of heat, and, to improve the engine. 
Watt, in his earlier engines, condensed the steam in another ves« 
sel, called the condenser, and later introduced the double-acting 
principle. Condensers are now used to reduce the back press- 
ure against which the piston must act, the increase in the work 
done at the same cut off being shown in the diagram. Fig. 243, 
taken from a 10'' by 24" engine. In the first case the area of 
the indicator card is 5.10 square inches, the back pressure be- 
ing 17 pounds absolute, while in the second one the area is 6.50 
square inches and the back pressure 3 pounds absolute. Thus, 
by condensing the steam, we gain 27 per cent, in the power 
developed at the same cut off. Although the actual quantity of 
steam may be slightly increased, on account of greater initial 
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condensation when a condenser is used, the quantity of steam 
per horse-power hour is greatly diminished. There are two 
methods of condensing the steam; one, by bringing the steam 
in contact with a jet of water, and the other, in which the steam 
strikes against a metallic surface cooled by water, the apparatus 
in which these actions take place being called jet condensers 
and surface condensers respectively. In each of these forms 




Fig. 243.— Effect of Vacuum. 



water must be pumped out from the vessel containing the 
condensed steam against atmospheric pressure, and, as air is 
present in most steam and in all water, the pump to perform 
the operation has to be larger than it would be were it neces- 
sary to remove the water alone. This pump is usually termed 
the air pump. Fig. 244 shows the construction of a jet con- 
denser attached to an air pump. Steam enters at A, passes 
through the deflecting cone valve B, and mixes with the con- 
densing water which is drawn through the suction injection C 
by the vacuum in the condensing chamber D. The cone 
valve E regulates the supply of condensing water and dis- 
charges against the Spray plate F, which deflects it into the 
condensing chamber, where it mixes with the steam which has 
passed above the spray plate. The water resulting from this 
thorough mixture of steam and water, together with the air 
liberated, is removed by the air pump G through the passage 
H and the valves J, as the pump piston moves to the left. On 
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the return stroke the mixture is driven into the discharge L 
through the valves K. If a small amount of steam enters the 
condenser, water may be decreased by screwing down the cone 
by means of the hand wheel and nut M, and the speed of the 
pump may be decreased. If the amount of steam becomes 




Fig. 244. — Snow Jet Condenser and Air Pump. 

greater, this small amount of water would not condense all the 
steam, and hence the vacuum would be impaired and, in such 
a case, raising the cone would restore the proper conditions. 

The cylinder of the air-pump from the jet-condenser shown 
contains a brass liner N, which is held in place by the flange O. 
The piston consists of a cast iron body P, with two liners shown 
in black, held in place by the follower Q. Between the liners 
IS the packing of canvas indurated with rubber. The ptimp 
rod R is fastened to the body of the piston by the collar S and 
the nut T. The valves at J and K, which are called disc 
valves, are made of vulcanized india-rubber or sheet metal. If 
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made of india-rubber they must contain certain ingredients to 
resist the heat, and also the mineral oil which is present in the 
exhaust steam from the engine. The constituents of this ma- 
terial, according to Sennett and Oram, are 70 per cent, oxide 
of zinc, If per cent, sulphur, and the remainder the best 
caoutchouc. The valves arc free to move vertically on the 
valve stems, being forced on their seats by washers and springs, 
nuts holding their guard in place as shown at U. The valve 
seat V is made of brass, and is screwed into the cast iron par- 
tition as shown at J and K. 

Pump valves. — Other forms of pump valves are the flap 
or clack valves, the wing or direct-lift valves, ball valves, and 
double-beat valves. The clack valve, Fig. 245, consists of a 
piece of leather A, held beneath a plate of metal B, and having 
a stiffening plate C fastened under it. These plates prevent 
the pressure from forcing the leather through the valve-seat. 
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Fig. 245.»Qack Valve. Fig. 246.— Lift Valve. 



Fig. 247.— Ball Valve. 



the leather acting as a hinge and making a tight joint. 

The direct-lift valve is made as shown in Fig. 246. The 
disc of metal has a conical face which fits a conical seat, the 
surfaces having been ground together. The valve is guided by 
wings or by a central spindle which passes through a guide 
fostened to the body of the seat. 

A ball valve from Low & Bevis' machine design is shown 
in Fig. 247. A spherical ball A rests against a seat B, and 
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is held in place by a cage C, which is secured by a set screw 
D. Ball valves are used in artesian well pumps. A double- 
beat valve is made with two discs united, as shown in the 
throttle governor, Fig. 223, each disc having its independent 
conical seat. 

Weiss Condenser. — A form of jet condenser has been in- 
vented by F. J. Weiss, of Basle, in which the air pump is used 
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Fig. 248. — Weiss Condenser. 

only to remove the air and some little vapor. It is known 
that, if the air be exhausted from a vertical pipe, the lower end 
of which is beneath a water surface, water will rise to a height 
of about thirty-four feet. Any additional water entering at 
the top of this column would force out an equal amount at 
the bottom. Fig. 248 shows the construction of the Weiss 
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counter-current condenser.^ Steam enters at A, while the 
condensing water, enters at B. This water is drawn up part 
way by the vacuum in the barometric tube C, a circulating 
pump forcing it the remainder of the distance. The water falls 
from W over plates, forming a cascade, and it here mixes with 
the steam, which tends to move upward as the pressure is lower 
at the top of the tube C, since the air pump is attached at this 
point. The condensed steam and condensing water fall by 
gravity through the barometric tube Q and out at the bottom 
through the check valve D. The air pump is connected with 
the top of the condenser through the pipe E, the separator F, 
and the pipe G. By means of this separator, which also has a 
barometric tube H to relieve it of water, the air is made so dry 
that the size of the air pump is small. This condenser makes 
it possible to use injection water, as we usually term the cool- 
ing water, at higher temperatures than are customary with 
other forms, and the apparatus is quite economical and simple. 

In operation, when the quantity of water pouring through 
the separator F becomes large, the condenser acts as a parallel- 
flow condenser, rather than a counter-current one, in which the 
steam and water move in opposite directions. This parallel 
flow would soon clog the discharge pipe H and wreck the air 
pump. To restore the action to that of a counter-current one, 
the discharge from H passes into a bucket K, normally allow- 
ing the water it receives to pass through it. When the water 
comes down H faster than the holes in the bucket can care for, 
the bucket fills, and, dropping down, opens a valve L, allow- 
ing air to pass into the air pump and breaking the vacuum 
sufficiently to cause the condenser to return to its original 
method of working. A counter weight M closes the valve L 
as soon as the bucket is empty. 

Surface Condensers. — When the condensed steam is to be 
used again for boiler feed because of the scarcity of pure water, 
as, for instance, on ocean vessels, the surface condenser is used. 

♦ U. S. Patent Reissue 115 91. 
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In this, any cool water is circulated through a series of tubes on 
the outside of which is the exhaust steam. The tubes are usu- 




ally made of thin brass, and readily conduct the heat from the 
steam to the water and thus condense the steam. The construc- 
tion of a surface condenser is shown in Figs. 249, 250, and 251. 
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To flanges A, on a cylindrical shell B, are fastened the two 
tube plates CC, which are drilled to receive the tubes extend- 
ing from one plate to the other. Outside of these plates are 
bolted the heads DD, the left-hand one of which has a web E 
fitting snugly against the tube plate, and thus forming two com- 
partments. Water enters at the point F and passes through 




Fig. 250. — Surface Condenser Tube Sheet. 

the lower set of tubes, which, in the condenser shown, consists 
of 1896 tubes five-eighths inch in diameter. At the right-hand 
end the circulating water ascends and passes through the upper 
set of tubes, 1879 in number, to the point G, where it dis- 
charges into a pipe leading to the sea. Steam from the main 
engine enters at H, through an expansion joint, and striking on 
a baffle-plate K, is distributed over the whole length of con- 




FlG. 251. — Condenser Tubes. 

denser. The small opening at L is for the exhaust of the auxil- 
iary machines, such as feed pumps, condensers, and circulating 
pump dynamo engines, etc. The condensed steam and air are 
drawn into the air-pump suction pipe from the bottom of the con- 
denser at M. The feet NN serve to support the shell. The 
tubes are held in place by packing, as shown in Fig. 251. A 
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hole is bored in the tube plate the size of the tube, and this is 
counter bored from the outside to a greater diameter, forming 
a stuffing box. This counter bore is threaded, and in it screws 
a brass ferrule. This ferrule presses a woven packing ag-ainst 
the tube. The ferrule has a slot end so that it may be screvired 
up by means of a screw driver, and is bent over so that the tube 
is prevented from slipping out. The tubes are made of thin 
brass, which has been tinned on both surfaces to better resist 
corrosion. They are in this instance nine feet in length and 
each tube contains about ij square feet of condensing surface. 
Circulating Pump. — To drive the circulating water through 
the condenser, a pump of large size may be attached by a rock- 
ing lever and links to the cross head of the engine; but as the 
condenser is apt to become heated from the auxiliaries when 
the engine is stopped, the circulating pump is more often made 
independent of the main engine. When this is the case it is 
usually a centrifugal pump driven by a small engine. A cen- 
trifugal pump consists of a disc containing projections or 
vanes, so shaped that, when running in water, they impart such 
a velocity to the water that it is raised to some height. In 
Fig. 252 the shape of these vanes is shown at A, together with 
the direction of motion. As the water enters at the center B, 
flowing in from the sea, it is forced to rotate by the vanes as it 
moves toward the periphery of the disc. The result is to give 
it a high velocity. . Since the distance between the vanes in- 
creases as they extend from the center, the height of the vanes 
from the disc is decreased toward the outside of the disc or 
runner to give a proper velocity relative to the disc. The 
quantity of water from the disc gradually increases as we ap- 
proach the discharge C, because, at this point, the discharge 
from the whole circumference is passing, while at D there is 
only the small discharge from a portion of the runner; as 
points are taken further from D the quantity of water flowing 
in the passage E increases. The runner is made with vanes 
on each side, so that it is balanced, the water pressure on one 
side only causing an end thrust. The runner A is made of 
bronze and keyed to, or cast with, the bronze shaft F. This 
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shfift usually runs in lignum-yitas bearings, being lubricated 
by water. Bearings of this exceedingly hard wood are used in 
places where water can be constantly applied, as it forms a 
durable and efficient support under these conditions. 

The engine, which is coupled to the flange G of the pump, 
is an ordinary D slide-valve engine without any governor, as 
the load is practically constant. The great value of such a 




pump is that it will throw large quantities of water under low 
heads, and do it with fair efficiency, using a simple runner which 
does not require the use of valves or any other check mechan- 
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ism. As the water is taken below the water-Hne of the ship, 
and returned below that level, we do not raise the water, the 
only work done by the pump being that required to give the 
water the necessary velocity and to overcome the friction in the 
tubes. 
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Fig. 253.— Vertical Air Pump. 

Air Pump. — The air pump, which may be used with the 
surface condenser, consists of a brass pump bucket A, Fig. 
253, which IS in reality a piston pierced by the openings for the 
valves B, working within a brass cylinder C, at each end of 
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which are sets of valves, the foot valves 
D and the head valves E. When the 
bucket is raised a vacuum is formed 
beneath, and the water, vapor, and air 
are drawn through the foot valves. 
These are placed on an incline to in- 
sure the removal of the vapor and air. 
The water and air, as the bucket de- 
scends, are prevented by these valves D 
from returning, and are driven through 
the valves B in the bucket. On again .. 

raising the bucket this mixture is driven p^^^^^ 
out through the head valves, falHng 
into the discharge pipe F after the ^ 
water reaches the level of the lip G. 
By means of this lip the head valves 
are covered with water, and, since the 
other valves are so placed that they are 
covered, all the valves in this pump 
work drowned. It is found that this aids 
the action of the valves, giving a bet- 
ter vacuum. When there is not much 
air present small pet cocks are opened | 
to prevent the blow which occurs from 
the water as it reaches the valves. To 
these cocks at each end of the cylinder 
are joined check valves opening inward, 
thus allowing a small amount of air to 
enter, which being gradually compressed 
raises the valves quietly. The pump 
suction pipe is connected at H, and the 
discharge pipe at F. The cylinder, or 
barrel, the bucket, the base and cap 
castings, and at times the valves, are 
made of brass, with the piston rod of 
rolled bronze. This is to avoid the 
corrosion which is apt to occur in such 
machinery when made of iron. 
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Ejector Condenser. — This form of condenser, as manu- 
factured by L. Schutte & Co., is shown in Fig. 254. It con- 
sists of a body A, with an exhaust opening at B, in which are 
contained a combining tube C, a water nozzle D, and a sleeve 
E. On the top of the body is the water head F, and at the 
bottom is the tail piece G. In the head piece are openings 
H for the water suction, I for the starting jet, and K for the 
check valve. Through stuffing boxes the ram L and the 
sleeve rod M pass. To start the ejector condenser water 
under pressure, or steam, is allowed to enter throug'h I, 
and this passing through the narrow passage around the 
ram creates a vacuum in the space N, drawing water 
up through a suction pipe, and delivering it through the 
space around the spindle. When this water discharges fronn the 
the water nozzle D it has a high velocity, and on coming in con- 
tact with the exhaust steam entering at B, the steam is con- 
densed and a vacuum produced in the body A. After starting 
the condenser the steam or water at I may be shut off, and the 
energy in the exhaust steam is sufficient to maintain the water 
suction. Should the supply of water be too great or too small, 
it is adjusted by depressing or raising the ram by means of the 
hand wheel P, which turns a pinion which gears with a rack 
fastened to the head piece. The hand wheel Q serves to 
regulate the steam discharge. If the discharge is small, part 
of the combining tube is cut out. The check valve connected 
at K is only used when steam is employed:^ to create the suc- 
tion, being blanked off where water under pressure is used. 

The ejector condenser maintains a vacuum without the use 
of buckets and valves, although at times, as with the injector, 
its action is not steady, the vacuum being lost and difficulty 
being experienced in restarting it. 

Vacuum Gauge. — To measure the completeness of the 
vacuum the height of the mercury column which it will sup- 
port is determined. Thus, if a glass tube connected to a con- 
densing chamber be dipped beneath mercury, it will be found 
that the mercury will rise to a definite height. If the vacuum 
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were perfect, this would be the barometric height of about 30 
inches; but, since this is not possible, the height will be about 
26 to 28 inches. Now since 2 inches of mercury corresponds 
to about I pound per square inch pressure, the absolute press- 

30 — 26 



ure of the steam with a 26-inch vacuum is 



or 2 pounds • 



To measure this pressure a Bourdon gauge, similar to that shown 
in Fig. 58, is usually employed, the scale being graduated to 
read in inches of mercury, the graduations extending from 
o to 30. Combination gauges are graduated to read above the 
atmosphere in pounds and below in inches, so tfiat should an 
engine change from condensing to non-condensing the gauge 
would indicate the pressure. 

Free-exhaust Valve. — As the vacuum in the condenser 
may be broken, or from some cause 
the condenser become clogged, it 
is necessary to have a safety device 
on the exhaust pipe between the 
engine and the condenser. Such 
a valve, called an automatic free- 
exhaust valve, is similar in action 
to the back-pressure valve shown in 
Fig. 109. From a tee in the ex- 
haust line a branch extends to the 
atmosphere, and in this line the 
valve is placed, so that, should the 
condenser fail to act, it wiU open 
when the pressure is greater than 
that of the atmosphere. 

Fig. 255 is another type of au- 
tomatic free-exhaust valve. The 
condenser connection is at A, and 
the free-exhaust pipe is at B. As 
shown in the figure the valve is 
open ; the moving part of the valve being shown at C. 




Fig. 255.— Automatic Free, 
exhaust Valve. 

The 



wings D, below the valve, support a plate E having small 
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holes F into the space under the valve. When the pressure 
in the condenser pipe is less than the atmosphere the valve C 
falls, the dash pot action of the space G causing it to seat 
quietly. The valve can be held open or closed by the exter- 
nal handle H. 

Cooling tower. — Where a supply of water for condensing 






Fig. 256.— Cooling Tower. 

purposes is not available most engines are run non condensing, 
the gain in efficiency not being equal to the cost of water. 
To run engines condensing under these circumstances, attempts 



"1 
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have been made either to condense the steam by passing it 
through pipes, which have a large surface exposed to an air 
blast, or to cool the hot water from the condenser (jet, surface, 
or ejector) by allowing some of it to evaporate. This evap- 
oration may be accomplished by discharging it in sprays from 
numerous jets, by allowing it to fall off a series of trays, by 
allowing it to circulate through a large pond, this depending 
on surface evaporation, or, lastly, by allowing it to fall in thin 
sheets through a current of air. 

The first method has been used only for small engines, 
while the latter methods are employed for larger installations. 
Of these the cooling tower alone will be described. The 
cooling tower. Fig. 256, consists of a sheet-iron structure A, 
built of plates riveted to, and stiffened by, angle irons and con- 
taining a large number of wire screens B, called mats. The 
hot condensing or circulating water from the jet or the surface 
condenser is discharged from the pipe C into the troughs D, 
from which it discharges through small holes into the open 
pipes E, over the mats B. The water then drops to the bot- 
tom of the tower, where it is collected and passes to the eon- 
denser. The fans F, which are driven from an auxiliary 
engine, or electric motor, cause a strong current of air to pass 
up through these mats, cooling the water by the evaporation 
of part of it, and by heating the air. The evaporation of one 
pound of this water will abstract about as much heat as was 
acquired by the cooling water from one pound of the steam 
condensed, and, since the air which passes through the tower 
becomes heated, it also must abstract heat, thus reducing the 
amount of water to be evaporated. Hence it is seen that the 
water evaporated is less than the amount condensed, and, if the 
condensed steam from a surface condenser be used as boiler 
feed, the amount of water to be supplied from outside sources 
is less than the steam consumption of the engine. This steam 
consumption has also been reduced by condensing, so that the 
quantity of water used for driving an engine is greatly reduced. 
This enables a station to be run condensing with a smaller 
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supply of water than a non condensing plant of the same out- 
put, even allowing for the power required to raise the cooling- 
water to the top of the tower, which may be fifty feet, to run 
the fans and the air pump. In a test made on a power plant 
the power used with the main engine developing 2100 H.P. 
was 60 H.P. for lifting and circulating the cooling water, 8 
H.P. for the air pump, and 41 H.P. for the fan. In this plant, 
condensing increased the * power of the engine by more than 
600 H.P. The power to drive the air and circulating pumps 
is very small compared with the great gain from the re- 
duction of back pressure. For instance, with a marine engine 
developing 8500 H.P., the air pump will require about 
69 H.P. and the circulating pump about 30 H.P. — the 
combined amount being a little over i per cent, of the total. 
The saving by the reduction of back pressure will amount to 
about 30 or 35 per cent. 

Evaporators. — In many manufacturing processes, such as 
sugar-refining and ice-making, or at sea, it is necessary to 
evaporate water or other liquids, and in such cases evaporators 
are used. Fig. 257 shows the Lillie evaporator. It consists 
of a cast-iron casting A, with the head B on one end and the 
tube plate C and the head D at the other. The tubes E are 
l" copper tubes expanded into the tube sheet C, and having 
their outer ends closed except for small holes. The tubes F 
extend into the distributing box G, and have a small slot cut 
along their upper surface. 

Steam entering at H passes into the tubes E, which are cov- 
ered by water falling from the distributing tubes F. This water 
is pumped from the bottom of the float box K, by the centrifugal 
pump L, through the pipe M, to the distributing box G. ' The 
water abstracts heat from the steam on the inside of the tubes 
E, and the steam condensed from this cause falls to the bottom 
of the front head and escapes through a trap. The water or 
other fluid on the inside, however, as it extracts heat from the 
steam soon reaches the boiling-point and sends off" vapor 
through the pipe N. 
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In distilling water for the manufacture of ice, this pipe is 
connected to a surface condenser and air pump, so that the boil- 




ing-point of the water is low, and hence exhaust steam can be 
used on the inside of the tubes. The air in this steam is drawn 
by the air pump through the small holes at the end of the 
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tubes. As the water boils away in the vessel A, the float in the 
box K opens a valve O, and allows more water to enter the pix>e 
M through the supply-pipe P. When the liquid in the vessel is 
such that it becomes thick from the evaporation of the water 
the valve R is opened to discharge the heavy liquid, the fresh. 
liquid entering through P. The manholes SS are used to ex- 
amine the interior. In this apparatus the condensation from 
the steam on the inside of the tube is mixed with the discharg-e 
from the air-pump connected to N, and from i pound of steam 
we get approximately 2 pounds of water, since the amount of 
water boiled on the outside of the tubes is nearly equal to the 
amount condensed on the inside. 

It is possible to increase this effect by using the exhaust 
vapors leaving through N in another evaporator, and the ex- 
haust from this to a third. A single evaporator is called a 
single effect, while when three are used, as mentioned above, 
the name triple effect is used. In this way it is possible, when 
distilled water is desired, to get several pounds of distilled water 
by evaporating only i pound in the boiler. This method is 
extensively used in concentrating solutions. 

Compounding and Multiple Expansion. — As the 
pressure of the steam falls its temperature decreases, and, in con- 
densing engines using steam at 150 pounds gauge pressure 
with a vacuum of 26", this variation is from 366 degrees F. to 
126 degrees F., a range of 240 degrees F. This means that 
the cylinder is exposed to steam at 366 degrees F. during ad- 
mission, and 126 degrees F. during exhaust. The cylinder 
walls give up heat to the exhaust steam and extract it from 
the incoming steam, causing initial condensation. To avoid 
excessive initial condensation, jacketing and compression are 
resorted to, as have been explained previously, and it now re- 
mains to show another method of accomplishing the same 
result. A larger percentage of the steam used is initially con- 
densed in engines with early cut off than in those in which the 
steam has been admitted for a long period, say over one-half 
stroke. Moreover, in order to obtain the largest quantity of 
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work from steam it must be expanded to a low pressure ; other- 
wise a large p9rtion of the energy which could be obtained by- 
expansion is thrown away. To accomplish this expansion 
with high*pressure steam, expanding in a single cylinder, the 
cut off would be very early in the stroke, -^^j to -^j^y and hence 
the percentage initial condensation would be very large. Now 
suppose steam at 165 pounds absolute be cut off at ^ stroke and 
exhausted, after expansion, into a vessel, the pressure of which 
would be about 55 pounds. If from this vessel the steam be 
taken into another cylinder and cut off at i stroke it would 
expand to 18J pounds, and if this were expanded in a third 
cylinder after cut-off at ^ stroke, the final pressure would 
be 6 pounds absolute. Such an arrangement of cylinders 
form a multiple expansion engine. If the expansion is in 
two stages it is called a compound engine, in three stages a 
triple-expansion engine, and in four stages a quadruple- 
expansion engine. The names depend on the number of 
stages, and not on the number of cylinders used to attain the 
end. It is to be noted that, in the engine above, as the pis- 
tons are usually connected to cranks on the same shaft, and 
usually of the same throw, the area of the second piston, called 
the piston of the intermediate cylinder, must be three times 
that of the piston of the high-pressure cylinder, while the low- 
pressure cylinder contains a piston of an area nine times that 
of the first. In this case the range of the temperature in 
each cylinder is less than that which would occur were a single 
cylinder used; being 82 degrees F. in the first, 64 degrees F. 
in the second, and 90 degrees F. in the third. Other reasons for 
these engines being advantageous are to be found in structural 
considerations. The total expansion of the steam, or the 
number of expansions, is found by multiplying the several 
expansions in the different cylinders together, or it is the ratio 
of the volume of the low-pressure cylinder to the volume of 
the high-pressure cylinder at cut off. Were steam to act on 
the low-pressure piston and be cut off at the point correspond- 
ing to the reciprocal of the total number of expansions, there 
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would be developed practically the same power as is actually 
developed by the engine. To withstand the full steam pressure 
in this large cylinder, however, thick cylinder walls, large 
piston-rods, crank, and wrist pins, and bearings would be re- 
quired. By using a small diameter for the highest pressure we 
reduce the thickness of the metal for the cylinder and the sizes 
of all the parts, which is equally true for all the cylinders. 
Hence multiple expansion requires lighter parts. A most im- 
portant advantage of these engines is that the turning moment 
on the shaft is more uniform, as are the strains set up in the 
engine frame. The pressure from the piston is transmitted to 
the connecting rod, being augmented by the guide pressure, 
and this force is divided at the crank pin into two forces, one 
acting tangentially to the crank pin, producing the tangential 
or turning moment, and the other in the line of the crank-arm, 
called the radial pressure. The latter of these produces only 
a pressure on the bearings, while the other causes the engine 
shaft to turn against external resistance. This tangential 
effort varies as the position of the crank changes, because 
. of the relative directions of the connecting rod and crank, and 
also because the piston pressure varies, due to expansion. 
This causes the force received by the crank to change, so that 
a fly wheel is necessary to reduce the fluctuations. In most 
multiple-expansion engines the cranks are placed at such 
angles that, when one piston is exerting its maximum turning 
effort, the efforts from the others are small. In this way the 
turning effort is kept more nearly uniform, and in place of a 
great effort exerted at two points during a revolution, followed 
by periods of small effort, we have one in which there are sev- 
eral maxima which do not vary very much from the mean. 
This is very important where the engine is employed for certain 
operations. 
' To repeat, the reason for using multiple expansion are: 

1st. The reduction in the size of the parts giving a lighter 
and less costly engine. 

2nd. The production of a more uniform twisting moment, 
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giving smaller strains in the machine, necessitating a small fly 
wheel, and causing more uniform motion where a fly wheel is 
not employed. 

3rd. Making the range of temperature less in each cylinder 
and probably reducing the initial condensation. 

Compound Engines. — The first form of multiple expansion 
was accomplished in two stages in the compound engine. In 
this type of engine the steam may be distributed in either of 
two ways — one, in which the steam is exhausted directly from 
one cylinder into the other, first used in the Woolf engine, and 
the other in which the steam is discharged into a vessel called 
an intermediate receiver. The first is applicable when the 
pistons are connected to cranks which are 180 degrees apart, 
as in the Westinghouse compound engine described below, or 
when the pistons are attached to the same piston rod, as in the 
Ball engine, shown in Fig. 262. When the cylinders are 
arranged side by side with the cranks at 90 degrees, giving 
what is known as the cross compound engine, a receiver must 
be used. Cylinders in line form a tandem compound engine. 

Westinghouse Compound Engine. — The construction of this 
engine is seen in Fig. 258. On a cast base A are bolted the 
bearings BB, the cylinder casting C, and the sleeve D. On the 
top flanges of the cylinders, which are cast together, is bolted 
the valve casing. The cylinders are cylindrical castings with 
flanges only, the steam passages being cast in the steam chest. 
The pistons EF are of the trunk type, being made deep to 
have ample bearing surface. They contain the wrist pins GG. 
The piston valve H is driven from the eccentric I by means of 
the bell-crank lever K. The eccentric rod is attached to this 
lever by the ball-and-socket joint M, because the axes of rota- 
tion of the lever and rod are at right angles. The eccentric 
I is turned spherical to permit the side motion due to the 
movement of the bell-crank lever. The piston valve H, 
which, like the pistons, is packed with spring rings, moves 
within the liner N containing the various ports. O is the 
steam port, allowing steam to enter from the steam space P. 
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Q is the high-pressure cylinder port, R the low-pressure cylin- 
der port, and S the exhaust port leading to the exhaust cham- 
ber T. 

If the high-pressure piston is at the top of the stroke, 
the low-pressure piston will be at the bottom of its stroke, 
the cranks being 180 degrees apart. The valve H, having 
lead, allows steam to enter through O filling the clearance 
space V around the valve and in the top of the cylinder, and 
forces the piston downward. The port R being uncovered, 
steam exhausts from the low-pressure cylinder. As the engine 
turns, the valve moves to the extreme left of its travel and then 
begins to return, finally covering O, and, a little later, R is 
closed. The first cuts off the steam from the high-pressure 
cylinder, allowing the steam in the cylinder and the space V 
to expand, while the second action causes the steam in the 
low-pressure cylinder to compi-ess. When the piston K reaches 
the lowest point in its travel the valve has moved to the right 
so far that Q and R are in communication. This allows the 
steam from the small cylinder to enter the large cylinder, and 
as its pressure is exerted here on a larger piston, the large piston 
moves downward, driving the small piston upward. Alter the 
valve moves to the right it again returns to the position where 
Q is cut off from R, causing the low-pressure steam to expand 
alone, while the steam in the high-pressure cylinder is com- 
pressed until live steam is again admitted. The opening X is 
a by-pass' connection, admitting steam from the steam chest P 
into the space V, thus admitting high-pressure steam to the 
low-pressure cylinder for starting. 

The base A is partly filled with oil and water, so that, as the 
cranks turn, the splashing of this oil lubricates the various 
parts. If the level of this mixture rises, from steam which 
condenses after leaking into the case, the water escapes from an 
overflow W, which is attached to the lowest part of the case but 
extends upward to the water level before discharging. Any 
steam that is not condensed in the case is discharged through 
the vent Z. It will be noticed that the piston F has an 
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additional portion which moves in the sleeve D. This is placed 
in the cylinder to prevent the oil and water from being driven 
out of the case. As the two pistons are of different diameter the 
volume in the base, beneath the pistons, would be continually 
char^ging if this sleeve were not used, being a maximum when 
the high-pressure piston is at its lowest point. The continual 
change would tend to blow the oil from the overflow W, and 
, air from the vent Z, but, if this sleeve is made of the same 
diameter as the high-pressure piston, the volume remains prac- 
tically constant. The space Y is called the cushion space, as 
the air within this is compressed and expanded during each revo- 
lution. The valve G serves to drain the space Y, or to allow 
the air to escape when turning the engine by hand. 

As the engine is single acting the pressure on the pistons 
is always downward, the connecting rods are always in com- 
pression, and the pressure on the bearings is upon the lower 
block. The connecting rod. Fig. 259, is made of a central rod 
B and the strap A, with boxes at each 
end. The rod carries all of the load, the 
strap taking only the initial stress put in 
by the wedge D to keep the rod tight. 
The bolts HH hold the lower box to the 
strap A, and the bolt K draws the wedge 
D so as to force the boxes C and F 
against the pins. The rod B is held in 
place only by the flanges of C and F, 
which also extend over the strap A. 
The bearings of this engine, Fig. 260, 
FiG.259.-ConnectingRod,^hich are bolted to the frame of the 
Westinghouse Engine. engine, are made of a cast-iron shell A 
and flange B, within which are placed the brasses CD. The 
upper brass D is held in place by the tap bolts EE, while the 
wedges FF are used to take up the wear below. The oil from 
the cup G is distributed over the journal, and finally falls into the 
bottom of the shell and then to the base of the engine. The 
small sleeve or collar H is used to prevent the oil from work- 
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ing out of the bearing. Any oil that creeps out on the shaft 
is thrown ofif by centrifugal force when it reaches this collar, 
and then falls to the bottom of the shell. . The center bearing 




Fig. 260. — Bearing, Westinghouse Engine. 

is adjusted by a wedge, the top brass being held beneath a 
yoke. The crank shaft with the inside cranks is made of one 
forging of the best steel. 

There is attached to each cylinder a relief valve d, Fig. 
258, which relieves the cylinders of water. Plugged holes in 
the end of the valves are provided for the attachment of indi- 
cators when testing. The connecting rods and bearings can 
be adjusted through the doors e. Fig. 258. The governor 
controlling the eccentric is inclosed in the box F in the fly 
wheel. The lubricators used on the engine are four in number 
in addition to the oil bath in the base, one large oil cup over 
each bearing, one cup to lubricate the rocker and eccentric, 
and a cylinder lubricator on the steam pipe. The eccentric 
receives its oil through a passage leading from the axis of the 
bell crank to the ball, and then through the hollow eccentric 
rod. A guard, not shown in the figure, catches the drip from 
the eccentric. The lagging around the cylinder in this figure 
is made of sheet iron. 
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This engine has given good satisfaction, costing little for 
repairs, and having a low steam consumption. The diagrams 
taken from each cylinder of one of these engines are shown in 
Fig. 261 upon the same card. The figure shows diagrams 
taken at different loads, the steam consumption varying from 
22.4 to 29.2 pounds per I.H.P. hour. 





Fig. 261.— Indicator Cards. 

Tandem Compound Engine.— Fig. 262 shows the construc- 
tion of a tandem compound engine, made by the Ball En- 
gine Co. 

The cylinders A and B of such engines are arranged with 
their axes in one straight line with a distance piece C between 
them, the object of which is to have the stuffing boxes accessible. 
In many engines this is made separate from the heads, and not as 
shown in the figure. The two pistons D and E are attached to a 
single rod F, which is reduced in section behind the low-press- 
ure piston. In the engine here shown the steam chest of the 
high-pressure cylinder is on the front side in the figure, while 
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the low-pressure cylinder carries its steam chest on the oppo- 
site side. The two valves are worked by separate eccentrics, 
the high-pressure valve being under the control of the gov- 
ernor. The exhaust from the high-pressure cylinder passes 
into tlie low-pressure chest through the pipe G. In many 
cases the valves of a tandem engine are attached to the same 
valve rod. 

The small^ cocks HH are the drain cocks, and the holes on 
the upper side capped by the plugs KK are for the attachment 
of the indicators. 







Fig. 262. — Ball Tandem Compound Engine. 

Triple-expansion Engine. — A triple-expansion engine of 
the receiver type, used for pumping water, is shown in Fig. 
263, its action being similar to that of a compound-receiver en- 
gine. The engine shown is that built by the Snow Steam 
Pump Works * for the Indianapolis Water Co. One view only 
of the engine is shown, as it clearly indicates the path of the 
steam. In it the steam is taken through the main throttle 
valve A to the high-pressure cylinder B, the admission being 
controlled to all cylinders by valves of the Corliss type. The 
steam is exhausted into the receiver C, where it is warmed by 
steam passing from the boiler through a large coil. The re- 
ceiver C, or, as it is called in this case, the reheater, dries the 
exhaust steam and superheats it before it enters the intermedi- 
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ate cylinder B^. The second reheater C^, which contains a 
larger coil of pipes filled with high-pressure steam, serves 
to dry and superheat the steam entering the low-pressure 
cylinder B^. These reheaters are con- 
nected to one cylinder by nipples and 
flanges, while the connections to the 
second cylinder are by means of a cor- 
rugated pipe, to allow for expansion. 
The exhaust of the low-pressure cylin- 
der is conducted through the pipe D 
to a surface condenser, through which 
the circulating water is drawn by the 
main pump suction. The cranks of this 
engine are set at 1 20 degrees apart, to 
make the turning effort uniform, the 
middle crank being an inside one. 
The cranks being at this angle neces- 
sitates the use of a receiver between 
the cylinders, but this receiver is not 
usually so large as the reheaters shown. 
In many engines the pipes connecting 
the cylinders act as receivers. The 
barrels and heads of the cylinder are 
Fig. 264.— Pump Cbnnections, jacketed to reduce the condensation, 
ngine. While jackets and reheaters are fitted 

on most large engines, it is not always certain that their 
use reduces the steam consumption. Experiment shows that 
reheaters are of little value if they do not superheat the 
steam. 

The cross heads of these engines are large square blocks, 
to which, beside the piston rod and connecting rod, four pump 
rods are attached, which connect with the pump plunger and 
are used to span the center crank, as shown in Fig. 264. This 
figure shows the pump cylinder and the single-acting plunger, 
together with the cross heads. The method of packing is 
clearly illustrated. The valves are not shown in this figure, as 
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they were placed in a separate vessel connected to the pump 
cylinder by a large pipe. 

The fly wheels are between the cylinder frames, which are 
modified A-frames so common on marine engines. Most 
pumping engines are vertical, as this not only saves floor 
space but reduces the friction load. . The weight of the parts, 
requiring much of the energy developed by the piston on the 
up stroke, acts in conjunction with the steam pressure on the 
down or pumping stroke in forcing the water. 'Traps are pro- 
vided to drain the condensed steam from the jackets and re- 
heater coils. 

The cards from this engine are shown in Fig. 265, and were 
taken by Prof. W. E. M. Goss during a test. The steam 




Fig. 265.— Indicator Cards, Snow Engine. 

pressure at the throttle valve was 154.6 pounds by gauge, in 
the first receiver it was 32.3 pounds, and in the second re- 
ceiver 1.7 pounds. The vacuum was 12.7 pounds, being 26" 
of mercury. These cards show the effect of discharging into 
the receiver, as the exhaust line rises on account of the com- 
pression of the steam, and then on admitting steam into the 
next cylinder the pressure falls. It will be also noted that the 
steam in the high and intermediate cylinders expands almost to 
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the pressure of the receivers, there being practically no free 
expansion. This free expansion occurs whenever steam is 
allowed to discharge from a space in which the pressure is high 
into one in which the pressure is much lower. These cards 
are drawn to different spring and volume scales, and to reduce 
them to the same scale, as well as to compare the net work 
from these cards from that which might occur in a single cylin- 
der, the combined card is also drawn. In this combined card 
the clearance lines of each card are placed in line, and the 
length of the cards, which represent volume, are drawn to the 
same scale. The rectangular hyperbola and a curve for satu- 
rated steam is drawn, starting with a point just after cut off. 
This saturation curve shows the condensation and re-evapora- 
tion in the various cylinders. The indicated horse power from 
the different cylinders were as follows : 

High-pressure 257.8 I.H.P. 

Intermediate 224.5 IH.P. 

Low-pressure . 300.8 I.H.P. 

A typical card from one of the pumps is also shown. This 
card is similar to most cards obtained on pump tests, showing 
the fluctuations of pressure at the end of the stroke. The 
power from the water cylinders amounted to 736.3 I.H.P. 

Duty* — The manner of stating the efficiency of pumping 
engines is by giving the amount of useful work in foot pounds 
done for each 1,000,000 British thermal units used. This is 
called the duty of the pump, and in the engine just described 
amounted to 147,500,000. That is, 147,500,000 foot pounds 
of useful work were obtained from 1,000,000 British thermal 
units. It will be remembered that the British thermal unit 
is the heat required to raise the temperature of one pound of 
water from 62 to 63 degrees F., and is the equivalent of 778 
foot-pounds of work. The steam consumed amounted to 11.38 
pounds per I.H.P. hour, and of this amount 1.3 per cent, was 
usedin the reheaters and 4. i per cent, in the jackets. The 
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capacity of the pump was 20.3 million gallons in 24 hours, the 
builders* rating being 20 million gallons. This method of giv- 
ing capacity in gallons per twenty-four hours is the common 
method of rating pumping engines. 

Marine Triple-expansion Engines. — Fig. 266 shows the 
section through the cylinders of an engine for a cruiser of the 
U. S. Navy.* The cylinders are carried on A-frames A at 
the back, and on the steel columns B in front. The section 
shown is taken through the cylinders only, the remainder of 
the figure showing the back of the A-frames. The reverse 
shaft C contrals the position of the Stephenson links, as the 
hangers are attached to the arms extending from this shaft. 
The side elevation shows the guides D and cross head E, as 
well as the two valve rods FF, which join to a cross head G 
that is attached to the block in the Stephenson links. The 
main bearings are shown in the side and front views. Four 
bolts, HH, are used to hold the caps in place. The bottom box 
is rectangular and fits into a similar receptacle in the bed plate 
of the eng' ' \ The tie rods I serve to stiffen the framing. 
Steam enters the high-pressure cylinder at K from the boilers, 
passing into the outside of the single valve chest M. Froin 
the center of this valve it enters the second cylinder through 
the bent pipes K^Kp and the two valve chests M^M^. From the 
center of these valves it is then conducted to four valve chests 
MjMg by the pipe Kg. The steam then exhausts through the 
two openings K3K3. The pipes and valve chests act as 
receivers. 

The method of forming the crank shaft is clearly seen in 
the figure. The sections are made interchangeable, so that a 
single spare section may be carried to replace any one, should 
it break. The dotted lines in the shaft and pin show the hole 
extending through the center. The eccentrics OO are shown 
in position on the shafts, and directly above them are the pins 
PP on the links to which the eccentric rods are attached. The 

♦Report of Engineer in Chief Geo. W. Melville, U. S. Nav^. 
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pins shown on the rock-shaft end of the link are made 
long so that the hanger rods may be attached to the outer 
end of them. . 

It will be noted that the heads of the cylinders conform to 
the outline of the pistons, and that to the central part of the 
cylinder-head caps are bolted, forming manholes, by which the 
interior of the cylinder may be examined. Openings Q in the 
lower head are also made for the same purpose. The stuffing 
boxes of this engine are made separate from the cylinder, the 
castings being bolted into the head after a close fit has been 
made on two projecting rings. The valve shown is double 
ported on the steam side, but single for the exhaust. 

The arrangement of the cylinders of marine engines is not 
always similar to that shown. For instance, the engines of the 
S.S. Campania are of the triple-expansion three-crank type, 
with two high-pressure, two low-pressure, and one intermedi- 
ate cylinder, a high-pressure and a low-pressure cylinder being 
in tandem. This arrangement, shown in Fig. 267, permits 

each crank to do the same amount 
of work. In other engines there will 
be two low-pressure cylinders acting 
on separate cranks. In this case the 
exhaust from the 'intermediate cylin- 
der is delivered to both of these. 
This gives us a four-crank triple- 
expansion engine. 

Quadruple-expansion Engines. ' 
— ^When the expansion of steam 
takes place in four stages we have a 
quadruple expansion engine. Fig. 268 shows the arrange- 
ment on the cylinders of the S.S. St. Louis and St. Paul. The 
high-pressure cylinders, which are in tandem with two low- 
pressure cylinders, exhaust into the first intermediate cylin- 
der, and this in turn into the second intermediate. From this 
point the steam is exhausted into the two low-pressure 
cylinders. 




Fig. 



267. — Cylinder Arrange, 
ment, Campania. 
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The motion of the reciprocating parts of an engine cause 
vibrations which are quite apparent on vessels. To reduce this 
vibration the arrangement of cylinders and cranks is such that 
the effects are partially neutralized and the vibration reduced 
to a minimum. This has given rise to the various arrange- 




FiG. 268. — Quadruple Expansion, S.S. St. Louis. 



ments of cylinders, and the order in which they act on the 
cranks and the angles between them. 

Compound Locomotive. — The compound locomotive has 
been made in many forms. Sometimes the steam is admitted 
to the cylinder on one side of the engine and exhausted 
into the one on the opposite side, the lattjer being of 
larger diameter. In some English engines both outside 
cylinders exhaust into a third cylinder, which is placed 
between these and acts on an inside crank on the front axle. 
The arrangement of the pistons and valve of a Vauclain com- 
pound locomotive is shown diagrammatically in Fig. 269. This 
system is designed to obtain the economy due to compounding, 
and at the same time develop equal powers on the two sides of 
the locomotive, using practically the same methods of handling 
that are in use with single-expansion engines. A high- and a 
low-pressure cylinder in a single casting are used on each side 
of the locomotive, the pistons of which are connected to a 
common cross head, while a single piston valve controls the 
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events for both cylinders. The action of the steam in this sys- 
tem is as follows: Steam is admitted outside of the piston 
valve A, and, when the valve is moved to the right, enters the 
left end of the high-pressure cylinder. This action allows 
steam to exhaust from the right-hand end of the high-pressure 
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Fig. 269. — Vauclain Compound Locomotive. 



cylinder through the hollow space B, in the center of the valve 
A, to the left-hand side of the low-pressure piston, while steam 
on the right escapes through the exhaust cavity C around the 
valve. At the proper time steam is cut off from the high- 
pressure cylinder and expansion takes place. This is followed 
by the closing of the exhaust on the other end of the high- 
pressure cylinder, which cuts off the steam in the left end of 
the low-pressure cylinder, and hence expansion occurs here 
also, while . compression takes place in the right-hand end of 
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the high-pressure cylinder. . The closing of the exhaust from 
the right-hand end of the low-pressure cylinder causes com- 
pression. The further movement of the valve admits steam to 
the other side. Alter boring the cavity for the valve a liner D 
is forced in. This is represented by the heavy black lines 
around the valve. In addition to the usual drain cocks and 
relief valves found on any cylinder, two air valves are placed in 
the steam passage leading to the low-pressure cylinder, and a 
starting valve is furnished connecting the two ends of the high- 
pressure cylinder. The object of the first of these is to allow 
air to enter the low-pressure cylinder should expansion take 
place below the atmospheric pressure. This is necessary, be- 
cause the vacuum produced would draw cinders into the cylin- 
der through the blast pipe when the exhaust port opens the 
cylinder to the atmosphere. The starting valve is for the pur- 
pose of admitting live steam to the low-pressure cylinder on 
starting. It allows steam to pass from that side of the high- 
pressure piston on which admission occurs to the opposite side, 
which is in connection, through the valve, with the low-press- 
ure cylinder. In this way both pistons receive steam. The 
high-pressure cylinder is not very efifective, as the pressure on 
each side is almost the same, but the large low-pressure piston, 
which is usually about three times the area of the high-pressure 
piston, receives a high pressure, and thus exerts a large start- 
ing force. The steam distribution in this double-acting engine 
is similar to that of the Westinghouse engine. 

Steam Turbine. — One of the latest applications of the 
use of steam for the developing of mechanical energy is found 
in the De Laval and the Parsons steam turbine. 

This method of using steam was suggested several centuries 
ago, but it has been only within the last twenty years that the 
idea has been developed so that it is of commercial value. 
The De Laval turbine uses the reaction caused by a jet of 
steam of high velocity impinging on a single set of radial 
vanes, while in the Parsons turbine the steam at a lower veloc- 
ity acts on a series of stationary and moving vanes. 
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Fig. 270 shows a section through a large Westinghouse- 
Parsons steam turbine. Steam enters at A and passes among 
a series of fixed and movable vanes to B, where it enters an- 
other series extending to C. At this point begins a third set, 
the steam finally leaving at D, fi-om which it is conducted to a 
condenser. The part F contains the governor, which gives 
an intermittent supply of steam. The admission is controlled 
by an eccentric, which, through a system of levers, raises and 
lowers a relay valve, which opens and closes the main admis- 
sion valve. The governor acts on one of the levers in the sys- 
tem controlling the relay valve, and alters its motion so that 
it is raised a greater or less amount, and hence keeps the main 
valve open a corresponding length of time. This intermittent 
motion prevents the mechanism from sticking and renders its 
motion positive. 

After entering the space above A, FJg. 270, the steam is 
directed by a set of fixed blades ^, Fig. 271, against a set of 
movable blades d, and, on being discharged from these, it is di- 
rected by a second set of fixed blades c, against the next set of 
movable blades d. This steam acts in this way on twelve sets 
of blades until the space B is reached, and at this point the 

1 c i c (°1 c i i 
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Fig. 271. — Guide and Moving Blades. 

diameter of the vane barrel is increased to allow the steam to 
move at a higher speed. 

The steam acting on the blades causes the barrel between 
A and B to be forced to the right. There is a balance piston 
G on which the pressure at A can act. 



2 66 ELEMENTS OF STEAM-ENGINEERING. 

The pressure at B is conducted by the balance port H to the 
balance piston K, to care for the end thrust from the interme- 
diate blades, and by means of L and M the thrust from the 
low-pressure blades is cared for. These pistons are smaller by 
a small amount than the cylinders in which they turn, so that 
there is no friction, and yet the amount of clearance is such 
that the leakage is small. The pipe N connects the back of 
the piston M with the exhaust chamber D. The blades of the 
turbine are calked in grooves made in the barrel. In a 300 
K. W. turbine the number of these blades is 31,073, of which 
16,095 are moving blades. 

The by pass S admits high-pressure steam to the interme- 
diate vanes increasing the power. At O there is a thrust bear- 
ing which serves to keep the parts in proper position. The 
main bearings PP are made of four gun-metal sleeves, so con- 
structed that the shaft may be self-centering. Q is the coupling 
connecting the shaft of the t^irbine to the shaft R of the 
machine to be driven. 

To prevent air from reaching the space D, steam is allowed 
to reach the packing glands T at a pressure a little above the 
atmosphere. This, although it leaks in, prevents the air from 
entering and so assists in maintaining the vacuum. Oil is also 
introduced into these glands. 

The oil for the journals is puniped by U into the chamber 
F, and reaches the reservoir V after passing through the 
bearings. 

The steam consumption of a 300 K. W. Westinghouse- 
Parsons turbine is quite low, being 16.4 pounds of steam per 
hour per electrical horse power delivered from the dynamo. 
This would give about 14 pounds of steam per hour per I.H.P. 
During the test at the Westinghouse shops the data was as fol« 
lows: 3peed 3600 R.P.M., steam pressure 125 pounds, vacuum 
26" to 27". These results indicate a great future for this form 
of motor. 

The arrangement of the Dfe Laval Steam Turbine with a 
dynamo is shown in Figs. 272 and 273. Steam in the steam 
chamber A issues from a nozzle B upon the vanes of the wheel 
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C, which is mounted upon a flexible shaft D. Nozzles are 
arranged around the wheel and may be thrown in or out of 




Fig. 273. — De Laval Steam Turbine Nozzle. 

service by valves X. The high velocity of the steam leaving 
the nozzle gives a high rotative speed to the wheel, varying 
from 10,000 to 30,000 revolutions per minute, the higher speed 
being for the smaller wheels. 

These speeds require that the hub of the wheel be made of 
the best forged nickel steel. Into milled slots in the periphery 
of this hub are placed the bulb ends of drop-forged wheel 
vanes or buckets. The wheel cases E and F fit down closely 
to the hub to check the speed of the wheel should accident 
occur. The shaft is flexible to allow the wheel to turn about 
its center of gravity and in its proper plane. The tendency 
for a body to revolve in this way is very great at high speeds, 
and to prevent vibrations and rupture this small shaft has been 
found necessary. The small turning moment at this speed 
renders this possible. To accommodate any bending in the 
shaft the bearing G is made with a spherical end, while H is. 
free to move in any direction. The springs in the casings of 
these two bearings prevent steam from leaking out when run- 
ning non-condensing, or air from entering when running con- 
densing. The high speed of the turbine shaft is reduced from 
10 to I by two pairs of spiral-gears JK. These gears are 
made with the teeth making an angle of 90 degrees with each 
other and prevent end-play. The coupling M unites the shaft: 
of the gear wheel to the dynamo shaft. 

A test of a De Laval turbine giving 266.7 B.H.P. shows 
a steam consumption of 17.35 lbs. per B.H.P. hour, with 155 
lbs. of steam and 25.5 inches of vacuum. The revolutions of 
the turbine were 9000 per minute. 
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Adamson ring, 62 

Admission line, 194 

A-frame, 150 

Air bound, 102 

Air chamber, 73 

Air lock, 92 

Air pump, 229, 238 

Air space, 33 

American locomotive crank, 140 

Anchor, 98 

Angle iron, 9 

Angle of advance, 166 

Angle valve, 48 

Angularity, 129, 162 

Anthracite coal, i 

Arbor, 55 

Arm, fly-wheel, 145 

Asbestos seat, 49 

Ash, I 

Ash pit, 7 

Atmospheric line, 192, 194 

Automatic cut off governing, 206 

Automatic restarting injector, 78 

Babbitt metal, 125 

Babcock & Wilcox boiler, 14 

Back brace, 150 

Back-pressure line, 194 

Back-pressure valve, 104 

Back tube-sheet, 11 

Baffle plate, 18, 235 

Bagasse, 3 

Balanced valve, 208 

Balancing piston, 216 

Ball and-socket joint, 125 

Ball float, 102 

Ball tandem compound engine, 255 

Ball valve, 231 

Bar, grate, 32 

Barometric tube, 233 

Barrel, cylinder, 107 

Beaded, 67 

Bearer, 149 

Bearing, 141 

Bed plate, 148 



Bell, 41 

Bell and spigot, 40 
Bell- crank lever, 35, 179 
Belpaire fire lx)x, 24 
Bevel gear, 208 
B. H. P., 203 

Bilgram valve diagram, 169 
Bins, coal, 95 
Bituminous coal, 2 
Blanked off, 43 
Blank flange, 43 
Blast pipe, 89 
Blow-off cock, 6 
Blow-off line, 85 
Blow off (of valve), 52 
Blow-off pipe, 86 
Blow-off tank, 86 
Blow-off valve, 48 
Boiler flue staying, 61 
Boilers, i, 5 
Boiler support, 69 
Boiling point, 5 
Bolts, 115, 116 
' Bonnet, 46 
Bore, cylinder, 107 
Boss, 134, 139 
Bottom blow, 8 
Bottom front rail, 150 
Bourdon pressure gauge, 53 
Box-end connecting rod, 134 
Boxes, 134, 141 
Box wrench, 119 
Brake constant, 204 
Brake H.P., 203 
Brasses, 134 
Breaking joints, 121 
Brick stack, 89 
Brickwork, 70 
Bridges, 164 
Bridge wall, 7 
Brown coal, 2 
Bucket valve, 239 
Buckstave, 70 
Bull ring, 123 
Bushing, pipe, 43 
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Bushing, 124 

Butterfly valve, 92, 126 

Butt joint, 60 

Butt strap, 61 

By pass, 126 

By-pass connection, 25 X 

Cahall boiler, i8 

Caking coal, 2 

Cap, 43 

Capacity in gallons per twenty-fDur 

hours, 259 
Cap, connecting-rod, 135 
Cap nut, 117 
Caps, boiler, 16 
Casing, 104. 
Cast-iron pipe, 39 
Calked joint, 48 
Calking, boiler, 60 
Center, engine, no 
Center crank, 137 
Centrifugal pump, 236 
Chain wheel, 85 

"Change in cut off" governing, 205 
Check valve, ii, 44 
Cheek box, 141 
Chopper bar, grate, 35 
Circulating pump, 236 
Circumferential joint, 60 
Clack valve, 231 
Cleaning door, 16 
Cleaning plug, 22 
Clearance, 114 
Clearance distance, 114 
Clearance volume, 114, 195 
Clinker, 2 
Closed ash pit, 90 
Closed heater, 80 
Closed stokehold, 90 
Close nipple, 44 
Club end, 135 
Coal, I 

Cochrane heater, 80 
Cochrane separator, I02 
Cock, II, 48 
Coke, I, 3 
Collar, 143 
Column, 150 
Combined 'card, 258 
Combining tube, 76 
Combustion chamber, 1 1 
Combustion, rate of, 24 
Composition, 121 
Compoiind engine, 247, 249 
Compounding, 246 
Compound locomotive, 1 61 
Compression, no 
Compression line, I94 
Concrete, 70 



Condenser, 228 

Condenser tubes, 235 

Condensing chamber, 151, 252 

Conical plug, 49 

Connecting rod, 107, 133, 252 

Conveyor, 95 

Cooling tower, 242 

Cooling tower, power required, 244 

Core of stack, 87 

Core plug, 120 

Corliss cross head, 130 

Corliss engine, 148, 219 

Corliss engine frame, 149 

Corliss releasing gear, 221 

Corliss valve mechanism, 220 

Corrugated expansion joint, 98 

Corrugated flue, 26 

Cotter, 135 

Counter bore, 112 

Counter current condenser, 233 

Counter weight, 38 

Coupling, 39 

Cover plate, 61 

Crank, 107, 136 

Crank end of cylinder, 1 11 

Crank pin, 136 

Crank-pin lubricator, 153 

Crank radius, in 

Crank shaft, 139, 140 

Crosby indicater, 191 

Cross, 42 

Cross compound engine, 249 

Crossed rods, 179 

Cross head, 107, 128 

Cross-head pin, 124 

Crow foot, 64 

Crown bar, 23 

Crown sheet, 12 

Cushion, 114 

Cut off, 109 

Cylinder, 112 

Cylinder arrangement. Campania, 260 

Cylinder arrangement, St Louis, 

261 
Cylinder liner, 115 
Cylinder 'lubricator, 154 
Cylinder relief valve, 127 

Damper, 7, 37 

Damper regulator, 93 

Dash pot, 212, 222 

Dead bars, grate, 35 

Dead center, no 

De Laval steam turbine, 266 

Delivered H. P., 203 

D. H. P., 203 

Diagonal stay, 12, 64 

Direct-lift valve, 231 

Disc crank, 136 
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Discharge pipe, 239 

Discs, 136, 146 

Disc valve, 230 

Disc, valve, 44 

Distances piece, 64, 114 

Distributing valve, 225 

Dog, manhole, 68 

Double beat valve, 232 

Double extra heavy pipe, 38 

Double thread, 120 

Double-ported valve, 114, 217 

Double-ported piston valve, 218 

Dowel, 153 

Down take, 18 

Draft, 86 

Drain cock, 126 

Draining, 97 

Drips, lOi, 126 

Drop forged, 118 

Drum, boiler, 14 

Drum, indicator, 190 

Dry pipe, 7 

Dry pipe, locomotive, 2C 

D- slide valve, 163 

Duplex pump, 73 

Duty, 258 

Eccentric, 107, 159 
Eccentric rod, 107, 159 
Eccentric strap, 160 
Economizer, 83 
Economizer scraper, 85 
Ejector condenser, 240 
Ell, 41 
Elbow, 41 
End of stroke, 71 
Engine constant, 201 
Engine frame, 147 
English locomotive crank, 141 
Evaporator, 244 
Exhaust head, 158 
Exhaust lap, 166 
Exhaust line, 194 
Exhaust passage, no, 164 
Exhaust pipe, no 
Exhaust valve, 219 
Expander, 67 
Expansion bend, 98 
Expansion joint, 98 
Expansion line, I94 
Expansion of pipe, 97 
Expansion pad, 149 
Expansion rocker, 9 
Expansion valve, 225 
External circulating pipe, t8 
Externally. fired tubular boiler, 9 
Externally- fired tubulous boiler, 14 
Externally-fired tubulous vertical boiler, 
18 



Extra heavy pipe, 38 
Eye, connecting-rod, 136 

Fan, 243 

Feed line, 44, 85 

Feed pipe, 6* 

Feed-water heater, 79 

Female end, 40 

Ferrule, boiler-tube, 68 

Ferrule, condenser-tube, 236 

F. H. P., 203 

Fire box, 12 

Fire brick, 12 

Fire-tube boiler, ii 

Fittings, pipe, 41 

Fixed carbon, i 

Flange, 112 

Flange fitting, 43 

Flange union, 39 

Flexible diaphragm, 93 

Flue, 6 

Fluted nut, 117 

Fly wheel, 107, 144 

Follower, 230 

Follower ring, 122 

Foot valve, 75, 239 

Forced draft, 86, 90 

Forked-end stay, 64 

45' ell, 41 

Foundation, 87, 148 

Foundation bolt, 148 

Four valve engine, 218 

Fox corrugated flue, 26 

Frame, 131, 143 

Free-exhaust valve, 241 

Free expansion 258 

Friction H. P., 203 

Front connection, 12 

Front tube-sheet, ii 

Fuels, I 

Full gear, 179 

Funnel, 26 

Furnace, 6 

Furnace door, 37 

Fusible plug, 59 

Galloway boiler, 6 
Galloway tube, 6 
Gas, 3 
Gasket, 17 
Gate valve, 45 
Gauge, 53 
Gauge, mercury, 56 
Gauge, recording, 56 
Gib, 135 
Girder stay, 64 
Gland, 99, 124 
Globe valve, 45 
Gooch link motion, 182 
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Governing, 205, 208 
Graphite lubricator, 154 
Grate, 6, 32 
Grate bar, 32 
Grease cup, 154 
Green economizer, 83 
Grid, 37 

Gridiron valve, 92 
Gudgeon, 131 
Guide, 129 
Guide bar, 131 
Guide barrel, 148 
Guide bearer, 131 
Guide, cross-head, 129 
Guide surface, 129 
Gusset stay, 9, 65 

Hand hole, 68 

Hand pump, 154 

Hanger, link, 179 

Hanger, pipe, 100 

Head end, iii 

Headers, 14 

Heads, 5 

Head valve, 239 

Heating surface, 6 

Helical spring, 55 

Helix, thread, 119 

Herring-bone grate, 33 

High and low water alarm, 57 

High -pressure cylinder, 247 

Hoe, 32 

Hollow piston, 104 

Hooked up, 181 

Hoppe heater, 82 

Horse power, 201 

Hot well, 74 

Housing, 131, 143, 147 

Howden system, 91 

Hub, 144 

Hunting, governor, 212 

I. H. P., 203 

Inertia governor, 213 

Indicated H. P., 203 

Indicator, 190 

Indicator cards, compound engine, 254 

Indicator cock, 192 

Indicator diagram, 194 

Indicator rig, 192 

Induced draft, 86, 89 

Initial condensation, 115 

Injector, 75 

Injection water, 233 

Inside lap, 166 

Inside-packed pump, 73 

Inside-screw valve, 48 

Intermediate cylinder, 247 

Internally-fired tubular boiler, 12, 19, 26 

Internally-fired flue boiler, 6 



Jacket, 114 

Jam nut, 128 

Jenkins' back-pressure valve, 104 

Jet condenser, 229 

Journal, 139 

Journal boxes, 141 

Joy gear, 184 

Junk ring, 122 

Key, connecting-rod, 135 
Key, crank, 136 
Knurled, 117 

Lap, 166 
Lap joint, 60 

lagging* 115 

Lazy bar, 32 

Lead, 166 

Lever safety valve, 52 

Lignite, 2 

Lignum-vitse, 237 

Liner, 135, 216 

Lining, 87 

Link, 178 

Link block^ 178 

Li Hie evaporator, 245 

Little Giant injector, 76 

Locked, 120 

Lock nut, 128 

Ix)ck screw, 120 

Locomotive bearing, 141 

Locomotive boiler, 19 

Locomotive, compound. 261 

Locomotive cranks, 140 

Locomotive cross head, 131 

Locomotive frame, 149 

Long.flaming coal, 2 

Longitudinal joint, 61 

Long nipple, 44 

Lower lx>x, 141 

Low-pressure cylinder 247 

Lubrication. 151 

Lubricator for pins, 153 

Lugs, 32 

Main bearing, 141 

Main housing, 143 

Male end, 40 

Manhole, 8, 68 

Manifold, 43 

Marine boiler, 26 

Marine connecting rod, 135 

Marine crank shaft, 139 

Marine cross head, 132 

Marine end, 135 

Marine engine frame, 150 

Marine piston, 122 

Marine piston valve, 215 

Marine thrust bearing, 143 

Marine triple expansion-engine, 259 
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Marshall gear, 183 

Mats, cooling- tower, 243 

Maximum port opening, 164 

McDaniel reducing valve, 104 

McDaniel trap, 102 

Mean eflfective pressure,. 200 

Measurement of power by indicator 

cards, 200 
Mechanical efficiency, 205 
Mechanical stoker, 35 
M. E. P., 200 
Metallic packing, 125 
Meyer expansion valve, 224 
Middle brace, 150 
Monkey wrench, 117 
Morrison suspension fiimace, 26 
Mountings, valve, 46 
Mud drum, 16 
Mud ring, 12 
Multiple expansion engine, 246 

Natural draft, 86 
Needle valve, 102, 152 
Negative lap, 171 
Nipple, 44 
Nipples, boiler, 16 
Number of expansions, 247 
Nuts, 115 

O. D. pipe, 38 

Oil, 3 

Open heater, 80 
Open rods, 179 
Outboard bearing, 141 
Outside-diameter pipe, 38 
Outside lap, 166 
Outside-packed pump. 73 
Outside-screw and yoke valve, 48 
Overflow, 77 
Overflow valve, 77 
Overhung crank, 137 
Overtravel, 168 

Packing, 73 

Patterson damper regulator, 93 

Peat, 3 

Pedestal bearing, 141 

Pedestal cap, 150 

Pedestal gib, 150 

Pedestal leg, 150 

Pedestal wedge, 150 

Pencil bar, 190 

Pet cock, 126 

Pinion, 55 

Pipe, 38 

Pipe covering, 102 

Pipe fittings, 39, 41 

Pipe support, 100 

Pipe wrench, 118 

Piston, 71 X20 



Piston displacement, 114 
Piston-rod packing, 124 
Piston packing ring, 121 
Piston-rod, 73, 107 
, Piston valve, 215 
Pitch of rivets, 61 
Pitch, thread, 119 

Plain cylinder, externally fired boiler, 5 
Planished sheet iron, 115 
Plates, boiler, 9 
Plug. 43 
Pointer, 55 
Pop safety valve, 52 
Porter-Allen connecting rod, 133 
Porter- Allen cross head, 128 
Porter-Allen frame, 147 
Porter- Allen governor, 210 
Porter- Allen piston, 121 
Porter-Allen valves, 223 
Port opening, 164, 175 
Ports, 164 

Positive lubricator, 156 
Power measurement, 200 
Pressure plate, 217 
Producer gas, 3 
Prony brake, 203 
Pumps, 71, 187 
Pump bucket, 238 
Pump cylinder valve, 187 
Pump regulator, 86 
Pump rod, 230 
Pump valves, 231 
Pump well, 74 

Quadruple-expansion engine, 247, 260 
Quartering, 141 

Radial pressure, 248 
Radial gear, 182 
Radial stay, 22, 63 
Radial valve gear, 182 
Radius rod, 182 
Radius vector, 1 77 
Rake, 32 

Rate of combustion, 24 
Reagan grate, 35 
Receiver, 249 
Reciprocating parts, 138 
Rectangular hyperbola, 196 
Reducer, 43 
Reducing coupling; 43 
Reducing ell, 41 
Reducing motion, 192 
Reducing tee, 42 
Reducing valve, 104 
Register, 37 
Regulating valve, ii 
Reheater. 255 
Relief valve, 126 
Reservoir, 151 
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Return bend, 42 

Return stroke, 169 

Return-tubular boiler, 9 

Reverse shaft, 179 

Reversing gears, 178 

Reversing valve, 187 

Reversing with single eccentric, 185 

Right and left coupling, 39 

Ring seam, 60 

Rites inertia governor, 213 

Riveted joint, 60 

Rocker, 146 

Root of thread, 64 

Rope brake, 205 

Runner, pump, 236 

Russia iron, 115 

Saddle, 179 

Safety devices, 51 

Safety stay, 63 

Safety valve, 6, 51 

Scale, boiler, 12 

Scale of pressure, 195 

Scarfed, 61 

Scotch marine boiler, 26 

Scrapers, economizer, 85 

Screw-ended valve, 45 

Second reheater, 256 

Sectional fly wheel, 145 

Sectional packing ring, 123 

Sector, 55 

Sellers' injector, 78 

Sellers' thread, 119 

Semi-anthracite coal, 2 

Semi-bituminous coal, 2 

Separator, 102 

Set screw, 160 

Set (valve), 51 

Shaft, 55, 107, 140 

Shaft governor, 212 

Shaking grate, 35 

Sheave, eccentric, 159 

Shell, 5 

Shim, 135 

Shoe, cross-head, 130 

Short-flaming coal, 2 

Short nipple, 44 

Shoulder nipple, 44 

Shrinkinij, 138 

Side blocks. 114 

Side box, 141 

Side -outlet elbow, 42 

Side-outlet tee, 43 

Sight-feed lubricator, 15 1 

Sight-feed oil cup, 152 

Single-acting piston, 124 

Single effect. 246 

Single thread, 119 

Siphon, 55 



Skelp, 38 

Sleeve, 99 

Slice bar, 2, 32 

Slide, 147 

Sling stay, 23 

Slipper, cross-head, 130 

Smoke box, 14 

Smoke pipe, 26 

Snow triple expansion pumping engine, 

255 
Socket, 39, 41 
Solid fly wheel, 145 
Solid wrench, 118 
Spanner wrench, 118 
Spider, fly wheel, 146 
Spindle, 141 
Spindle valve, 102 
Split pin, 64 
Spray plate, 229 
Spring safety valve, 52 
Spring scale, 195 
Square thread, 119 
Stack, 14, 87 
Staggered, 9 
Standard pipe, 38 
Stay bolt, 12, 63 
Stay pin, 64 
Stay tube, 66 
Steam, 4 
Steam box, 219 
Steam chest, 107 
Steam-chest cover, 112 
Steam consumption, 207 
Steam cylinder, 71 
Steam engine, 107 
Steam engine-indicator, 190 
Steam gauge, 9, 53 
Steam jacket, 115 
Steam lap, 166 
Steam line, 7, 97, 194 
Steam nozzle, 6 
Steam outlet, 50 
Steam passage, 108, 164 
Steam pipe, 20 
Steam port area, 175 
Steam pumps, 71 
Steam separator, 102 
Steam trap, 102 
Steam turbine, 263 
Steam valve. 219 
Steel stack, 87 
Step bearintr. 144 
Stephenson link motion, 178 
Steps, 134 

Stop valve, 8. 44, 126 
Straight line motion, 191 
Strap, connecting-rod, 135 
Strap-end connecting rod, 1^^ 
Stroke, iii 
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Stroke for "a certain end," 169 

Stub end, 135 

Stud bolt, 115 

Stuffing box, 45, 74 

Stuffing boxes, 124 

Stuffing-box uiiiun, 56 

Suction injection, 229 

Suction pipe, 75 

Superheating, 206 

Surface blow, 8 

Surface condenser, 229, 234 

Suspension rod, 182 

S wrench, 118 

Tail rod, 124 

Tangye frame, 147 

Tandem compound engine, 249, 254 

Tap bolt, 115 

Tee, 42 

T headed bolt, 117 

Thimble, 63 

Thompson indicator, 191 

Throat sheet, 20 

Throttling governor, 105, 208 

Throttle valve, 126 

Through bolt, 116 

Through stay, 12, 63 

Throw of crank, ill 

Thrust bearing, 142, 144 

Thrust yoke, 143 

Thumb nut, 154 

Tie rod, 259 

Tile, 14 

Top front rail, 150 

Top rail, 150 

Top box, 141 

Transverse joint, 60 

Trap, loi 

Triple effect, 246 

Triple-expansion engine, 247, 255, 259 

Trunk piston, 124 

Trunnion, 37, 126 

Try cock, 56 

Tube, 65 

Tube plate, 235 

Tube sheet, 20 

Tubulous boiler, li, 14 

Tupper grate, 33 

Turbine, De I. aval, 266 

Turbine, Westinghouse-Parsons, 264 

Turning moment, 247 

Union, 39 

United States metallic packing, 125 

United States standard thread, 119 

Upset, 63 

Uptake, II 

Vacuum dash pot, 222 



Vacuum gauge, 240 

Vacuum line, 194 

Valve, 107 

Valve box, 107 

Valve chest, 107 

Valve connecting rod, 184 

Valve design, 173 

Valve diagrams, 168 

Valve diagram for Meyer valve, 225 

Valve face, 164 

Valve gear, 178 

Valve liner, 216 

Valve rod, 107 

Valves, 126 

Valve seat, 164 

Valve setting by indicator cards, 198 

Valves, location of, 99 

Valve, steam, for pump, 187 

Vauclain compound locomotive, 262 

Vector diagram, 177 

Vertical air pump, 238 

Vertical boiler, 12 

Vertical step bearing, 144 

Vibrating link, 184 

Virtual eccentric, 181 

Volatile matter, i 

Wainright heater, 82 

Walls, cylinder, 115 

Water column, 56 

Water gauge, 9 

Water glass, 56 

Water hammer, 106 

Water leg, 12 

Water seal, 82 

Water space frame, 20 

Water-tube boiler, 11, 14 

Water-tube, tubulous boiler, 17 

Watt governor, 210 

Wedge, 133 

Weiss condenser, 232 

Westinghouse bearings, 253 

Westinghouse compoimd engine, 249 

Westinghouse connecting rOd, 252 

Westinghouse-Parscns steam turbine, 

265 
Wheel center, 139 
White metal, 125 
Wilkinson stoker, 35 
Wood, 3 

Wooten fire box, 24 
Wrenches, 115 
Wrist pin, 124, 136 
Wrist plate, 220 

Y, 42 

Yoke, 68 

Zeuner diagram, 176 
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12mo, 1 60 
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" Insects Injuring Fruits. (In preparation,) 
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8v0y 3 60 
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Kidder's Architect's and Builder's Pocket-book. . 16mo, moraeco, 4 00 

Merriirs Stones for Building and Decoration 8to, 6 00 

Monckton's Btair-building 4to, 4 00 

Patton's Practical Treatise on Foundations 8yo, 6 00 
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Murray's Infantry Drill Regulations 18mo, paper, 10 

'Phelps's Practical Marine Surveying 8vo, 2 60 

Powell's Army Officer's Examiner 12mo, 4 00 

Sharpe's Art of l^bsisting Armies in War 18mo* morocco^ 1 60 

* Walke's licctures on Explosives ; . .8vo, 4 00 

* Wheeler's Siege Operations and Military Mining 8vo, 2 00 

Winthrop's Abridgment of Military Law 12mo, 2 60 

Woodhull's Notes on Military Hygiene 16mo, 1 60 

^s Simple Elements of Navigation lOmo, morocco, 1 00 
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t 



ASSATDTG. 

Fletcher's Practical Instructions in Quantitative Assaying with 

the Blowpipe 12mo, morocco, 1 50 

Funnan's Manual of Practical Assaying 8yo, 3 00 

Killer's Manual of Assaying 12mo, 1 00 
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Wilson's Cyanide Processes 12mo, 1 60 
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Davis's Elevation and Stadia Tables Svo, 1 00 
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Goodrich's Economic Disposal of Towns' Refuse Svo, 8 60 

Gore's Elements of Geodesy Svo, 2 60 

Hayford's Text-book of Geodetic Astronomy Svo, 3 00 
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" Statics by Algebraic and Graphic Methods Svo, 2 00 

Kiersted's Sewage 'Disposal 12mo, 1 26 
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Basin's Experiments upon the Contraction of the Liquid Vein 

Issuing from an Orifice. (Trautwine.) 8vo, 2 00 

lofvey's Treatise on Hydraulics 8vo, 6 00 

Church's Mechanics of Engineering 8vo, 8 00 

" Diagrams of Mean Velocity of Water in Open Channels 

paper, 1 50 

OoflEki's Graphical Solution of Hydraulic Problems. .16mo, mor., 2 60 

llather's Dynamometers, and the Measurement of Power. 12mo, 3 00 

Falwell's Water-supply Engineering 8vo, 4 00 

Frixell's Water-power 8vo, 6 00 

Fnertes's Water and Public Health 12mo, 1 60 

* Water-filtration Works 12mo, 2 50 

ttaagvillet and Kutter's General Formula for the Uniform 

Flow of Water in Rivers and Other Channels. (Her- 

ing and Trautwine.) 8vo, 4 00 
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Hersehel's 115 Experiments on the Carrying Capacity of Large, 
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Mmqii'b Water-supply. (Conflidered Principally from a Sani- 
tary Standpoint.) 8to, 4 

Merriman's Treatise on Hydraulics 8to, 4 00 

* Michie's Elements of Analytical Mechanics 8yo, 4 00 

Behuyler's Reservoirs for Irrigation, Water-power, and Domestic 

Water-supply Large Syo, 6 00 

Tumeaure and Kussell. Public Water-supplies Sto, 6 00 

Wegmann's Design and Construction of iSams 4to, 6 00 

" Water-supply of the C?ity of New York from 1668 to 

1895 4to, 10 00 

Wtishaeh's Hydraulics and Hydraulic Motors. (Du Bolt.) . .8yo, 6 00 

Wilson's Manual of Irrigation Engineering Small Syo, 4 00 

Wolflf's Windmill as a Prime Mover 8vo, 3 00 

Wood's Turbines 8vo, 2 60 

" Elements of Analytics, echanics 8vo, 3 00 
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Baker's Treatise on Masonry Construction 8to, 6 00 

'' Roads and Pavements 8vo, 5 00 

Black's United States Public Works Oblong 4to, 6 00 

Bovey's Strength of Materials and Theory of Structures 8vo, T 60 

Burr's Elasticity and Resistance of the Materials of Engineer^ 

ing ,..8yo, 6 00 

Byrne's Highway Construction 8yo» 6 00 

** Inspection of the Materials and Workmanship Em- 
ployed in Construction lOmo, S 00 

Church's Mechanics of Engineering 8vo, 00 

Du Bois's Mechanics of Engineering. Vol. I Small 4to4 7 60 

Johnson's Materials of Construction Large 8vo, 6 00 

Keep's Cast Iron 8vOy t 60 

Lanza's Applied Mechanics 8vo, 7 60 

Martens's Handbook on Testing Materials. (Henning.).2 v., 8vo, 7 60 

Merrill's Stones for Building and Decoration 8vo, 6 00 

Merriman's Text-book on the Mechanics of Materials 8vo, 4 00 

Merriman's Strength of Materials 12mo, 1 00 

Metcalf s Steel. A Manual for Steel-users 12mo, 2 00 

Patton's Practical Treatise on Foundations 8vo, 6 00 

Rockwell's Roads and Pavements in France 12mo, .1 26 

Smith's Wire: Its Use and Manufacture Small 4to, 8 00 

" Materials of Machines 12mo, 1 00 

Snow's Principal Species of Wood. (In preparation,) 

Spalding's Hydraulic Cement 12mo, 2 00 

'* Text-book on Roads and Pavements 12mo, 2 00 

Thurston's Materials of Engineering 3 Parts, 8vo, 8 00 

Part I. — Non-metallic li£iterials ef Engineering and Metal- 
lurgy 8vo, 2 00 

Part II.— Iron and Steel 8vo, 8 60 

Part in.— -A Treatise on Brasses, Bronzes and Other Alloys 

and Their Constituents 8vo, 2 60 

Thurston's Text-book of the Materials of Construction 8vo, 6 00 

Tillson's Street Pavements and Paving Materials 8vo, 4 00 

Waddell's De Pontibus. (A Pocket-book for Bri^ Engineers.) 

lomo, morocco, S 00 

* Bpecifieatioiui for Steel Bridges 12mo, 1 21 

Wood's Treatise on the Resistance of Materials, and an Ap- 

pjsndiz on the Preservation of Timber 8vo^ t 00 

* fflements of Analytical Mechanics 8vo, S 00 
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BAILWAY ENOINEEBINa. 

Audrews's Handbook for Street Railway Engineers. 3x5 in mof., 1 26 

Jerg's Buildings and Structures of American Railroads. . .4to, 6 00 

Brooks's Handbook of Street Railroad Location.. 16mOy morocco^ 1 M 

Butts's Civil Engineer's Field-book 16mo, morocco, t M 

Grandall's Transition Curve 16mo, morocco, 1 60 

" Railway and Other Earthwork Tables 8vo, 1 60 

Dawson's Electric Railways and Tramways. Small 4to, half mor., 12 60 

" ** Engineering " and Electric Traction Pocket-book. 

16mo, morocco, 4 00 

Dredge's History of the Pennsylvania Railroad: (1879.) .Paper, 5 00 

* Drinker's Tunneling, Explosive Compounds, and Rock Drills. 

4to, half morocco, 26 00 

Fisher's Table of Cubic Yards Cardboard, 26 

Qodwin's Railroad Engineers' Field-book and Explorers' Guide. 

16mo, morocco, 2 60 

Howard's Transition Curve Field-book 16mo, morocco, 1 60 

Hudson's Tables for Calculating the Cubic Contents of Exca- 
vations and Embankments 8vo, 1 00 

Molitor and Beard's Manual for Resident Engineers. 16mo, 1 00 

baffle's Field Manual for Railroad Engineers. . . . 16mo, morocco, 3 00 

Fhilbrick's Field Manual for Engineers 16mo, morocco, 3 00 

Pratt and Alden's Street-railway Road-bed 8vo, 2 00 

Bearles's Field Engineering 16mo, morocco, 3 00 

** Railroad Spiral 16mo, morocco, 1 60 

Taylor's Prismoidal Formule and Earthwork 8vo, 1 60 

* Tkmutwine's Method of Calculating the Cubic Contents of Ex- 

cavations and Embankments by the Aid of Dia- 

fframs 8vo, 2 00 

* •• The Field Practice of Laying Out Circular Curves 

for Railroads 12mo, morocco, 2 60 

* ** Ooss-section Sheet Paper, 26 

Webb's Railroad Construction 8vo, 4 00 

Wellington's Economic Theory of the Location of Railways. . 

Small 8vo, 6 00 

DRAWING. 

Barr's Kinematics of Machinery 8vo, 2 60 

* Bartlett's Mechanical Drawing 8vo, 3 00 

Coolidge's Manual of Drawing Svo, paper, 1 00 

Durley 's Kinematics of Machines 8vo, 4 00 

Hill's Text-book on Shades and Shadows, and Perspective.. 8vo, 2 00 
Jones's Machine Design : 

Part I. — Kinematics of Machinery 8vo, 1 60 

Part II. — Form, Strength and Proportions of Parts Svo, 3 00 

MacCord's Elements of Descriptive Geometry 8vo, 8 00 

** Kinematics; or, Practical Mechanism 8vo, 6 00 

" Mechanical Drawing 4to, 4 00 

*• Velocity Diagrams 8vo, 1 60 

*Mahan's Descriptive Geometry and Stone-cutting 8vo, 1 60 

liahan's Industrial Drawing. (Thompson.) 8vo, 8 60 

Rsed's Topographical Drawing and Sketching 4tOa 6 00 

Reid's Course in Mechanical Drawing 8vo, 2 00 

" Text-book of Mechanical Drawing and Elementary Ma- 
chine Design 8vo, 3 00 

Bobinson's Principles of Mechanism 8vo, 3 00 
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Bmith'a Manual of Topographical Drawing. (McMillan. ).8yo, 2 60 
Warren's Elements of Plane and Solid Free-hand Geometrical 

Drawing 12mo, 1 00 

" DraftinglnBtruments and Operations 12mo, 1 26 

" Manual of Elementary Projection Drawing. ...12mo, 1 60 
" Manual of Elementary Problems in the Linear Per- 
spective of Form and Shadow 12mo, 1 00 

" Plane Problems in Elementary Geometry 12mo, 1 26 

** Primary Geometry 12mo, 76 

** Elements of Descriptive Geometry, Shadows, and Per- 
spective 8vo, 8 60 

** General Problems of Shades and Shadows 8vo, 3 00 

" Elements of Machine Construction and Drawing. .Svo, 7 60 
" Problems, Theorems, and Examples in Descriptive 

Geometry Svo, 2 60 

Weisbach's Kinematics and the Power of Transmission. (Herr- 
mann and Klein.) Svo, 6 00 

Whelpley's Practical Instruction in the Art of Letter Eln- 

graving 12mo, 2 00 

Wilson's Topographic Surveying Svo, 3 60 

Wilson's Free-hand Perspective Svo, 2 60 

Woolfs Elementary Course in Descriptive Geometry. .Large Svo, 3 00 



ELECTRICITY AHD PHYSICS. 

Jknthony and Brackett's Text-book of Physics. (Magie.) 

Small Svo, 3 00 
Anthony's Lecture-notes on the Theory of Electrical Measur- 

ments 12mo, 1 00 

Benjamin's History of Electricity Svo, 3 00 

Benjamin's Voltaic Cell Svo, 8 00 

Classen's Qantitative Chemical Analysis by Electrolysis. Her- 

rick and Boltwood.) Svo, 3 00 

Crehore and Squier's Polarizing Photo-chronograph Svo, 3 00 

Dawson's Electric Railways and Tramways. .Small 4to, half mor., 12 60 
Dawson's "Engineering" and Electric Traction Pocket-book. 

16mo, morocco, 4 00 

Slather's Dynamometers, and the Measurement of Power. . 12mo, 3 00 

Gilbert's De Magnete. (Mottelay.) Svo, 2 60 

Holman's Precision of Measurements Svo, 2 00 

** Telescopic Mirror-scale Method, Adjustments, and 

Tests Large Svo, 76 

Landauer's Spectrum Analysis. (Tingle.) Svo, 8 00 

Le Chatelier's High-temperature Measurements. (Boudouard — 

Burgess.) 12mo, 3 00 

LOb's Electrolysis and Electrosynthesis of Organic Compounds. 

(Lorens.) 12mo, 1 00 

Lyons's Treatise on Electromagnetic Phenomena Svo, 00 

^Michie. Elements of Wave Motion Relating to Sound and 

Light Svo, 4 00 

inaudet's Elementary Treatise on Electric Batteries (Fish- 
back.) 12mo, 2 60 

* Panhall and Hobart's Electric G«neraton..Sma]l 4to, half mor., 10 00 
Ryan, Norris, and Hoxie's Electrical Machinery, {In preparation,) 

TliuTBton'B Stationary Steam-engines Svo, 2 60 

^Tillman. Elementary Lessons in Heat Svo, 1 60 

Tory and Pitcher. Manual of Laboratory Physics. .Small Svo, 2 00 
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LAW. 

* Dayia. Elements of Law Sro, t 5(> 

• •• Treatise on the Military Law of United States. .8vo, 7 00 

• Sheep, 7 60 

Manual for Courts-martial 16mo, morocco, 1 50 

Wait's Engineering and Architectural Jurisprudence 8yo, 00 

Sheep, M 
•' Law of Operations Preliminary to Construction in En- 
gineering and Architecture Syo, S 00 

Sheep, 6 M 

" Law of Contracts 8vo, 8 00 

Winthrop's Abridgment of Military Law 12mo, t M- 

MANUFACTURES. 

Beaumont's Woollen and Worsted Cloth Manufacture. ...12mo, 1 ft 
Bemadou's Smokeless Powder — Nitro-celluloee and Theory of 

the Cellulose Molecule i2mo, 2 i# 

Holland's Iron Founder 12mo, doth, 2 60 

" " The Iron Founder " Supplement 12mo, 2 M 

" Encyclopedia of Founding and Dictionary of Foundry 

Terms Used in the Practice of Moulding. . . . 12mo, 8 00 

Eissler's Modem High Explosives 8yo, 4 00 

Effront's Enzymes and their Applications. (Prescott.).. .8yo, 8 00 

Fitzgerald's Boston Machinist « 18mo, 1 08 

Ford's Boiler Making for Boiler Makers 18mo, 1 00 

Hopkins's Oil-chemisU' Handbook 8to, 3 00 

Keep's Cast Iron 8yo 2 (Ml 

Leach's The Inspection and Analysis of Food with Special 
Reference to State Control. {In preparation.) 

Metcalf s Steel. A Manual for Steel-users '. . . 12mo, 2 00 

Metcalf s Cost of Manufactures— And the ^administration of 

Workshops, Public and Private 8yo, 6 00 

Meyer's Modem Locomotive Construction 4to, 10 00 

* Reisig's Guide to Piece-dyeing 8yo^ 26 00> 

Smith's Press-working of Metals 8vo, 3 00 

** Wire: Its Use and Manufacture Small 4to« 3 00- 

Spalding's Hydraulic Cement 12mo, 2 00 

Spencer's Handbook for Chemists of Beet-sugar Houses. 

I6mo, morocco, 3 00 
" Handbook for Sugar Manufacturers and their Chem- 
ists 16mo, morocco, 2 00 

Thurston's Manual ot Steam-boilers, their Designs, Construc- 
tion and Operation 8yo, 6 00- 

♦ Walke's Lectures on Explosives 8vo, 4 00 

West's American Foundry Practice 12mo, 2 60 

•• Moulder's Text-book 12mo^ 2 60^ 

Wiechmann's Sugar Analysis Small 8vo, 2 60 

Wolff's Windmill as a Prime Mover 8to, S 00- 

Woodbury's Fire Protection of Mills 8vo, 2 6^ 

MATHEMATICS. 

Baker's Elliptic Functions 8yo, 1 10 

* Bass's Elements of Differential Calculus 12mo, 4 00 

Briggs's Elements of Plane Analytic Geometry 12mo, 1 00 

duipman's Elementary Course in Theory of JfiquatioM.. .12mo^ 1 6t^ 

Oompton's Manual of Logarithmic Computations 12mo, 1 6f^ 
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Dftyii's Introductioii to tlie Logie of Algebra 8yo, 1 ill 

'Dickson's College Algebra Large 12mo, 1 60 

♦ " Introduction to the Theory of Algebraic Equations. 

Large 12mo, 1 25 

Halsted's Elements of Geometry 8vo, 1 76 

** Elementary Synthetic Geometry 8vo, 1 60 

* Johnson's Three-place Logarithmic Tables: Vest-pocket size, 

pap., 16 

100 copies for 5 00 

• Mounted on heavy cardboard, 8 X 10 inches, 25 

10 copies for 2 00 
" Elementary Treatise on the Integral Calculus. 

Small 8yo, 1 60 

• Curve Tracing in Cartesian Co-ordinates 12mo, 1 00 

" Treatise on Ordinary and Partial Differential 

Equations Small 8vo, 3 50 

" Theory of Errors and the Method of Least 

Squares 12mo, 1 60 

• " Theoretical Mechanics ,..12mo, 3 Ot 

Laplace's Philosophical Essay on Probabilities. (Truscott and 

Emory.) .' 12mo, 2 00 

* Ludlow and Bass. Elements of Trigonometry and Logarith- 

mic and Other Tables 8vo, 3 00 

" Trigonometry. Tables published separately. .Each, 2 00 

Merriman and Woodward. Higher Mathematics. 8vo, 6 00 

Merriman's Method of Least Squares 8vo, 2 00 

Rice and Johnson's Elementary Treatise on the Differential 

Calculus Small 8vo, 3 00 

" Differential and Integral Calculus. 2 vols. 

in one Small 8vo, 2 60 

Wood's Elements of Co-ordinate Geometry 8vo, 2 00 

** Trigometry: Analytical, Plane, and Spherical. .. .12mo, 1 00 



MECHANICAL ENOnTEEEING. 

MATERIALS OF ENGINEERING, STEAM ENGINES 
AND BOILERS. 

Baldwin's Steam Heating for Buildings 12mo, t 60 

Barr's Kinematics of Machinery Svo, 2 60 

• Bartlett's Mechanical Drawing Svo, 3 00 

Benjamin's Wrinkles and Recipes 12mo, 2 00 

Carpenter's Experimental Engineering 8yo, 6 00 

*' Heating and Ventilating Buildings Svo, 4 00 

Clerk's Gas and Oil Engine Small 8vo, 4 00 

Coolidge's Manual of Drawing Svo, paper, 1 00 

Cromwell's Treatise on Toothed Gearing 12mo, 1 60 

" Treatise on Belts and Pulleys 12mo, 1 60 

Durley's Kinematics of Machines Svo, 4 00 

Flather's Dynamometers, and the Measurement of Power . . 12mo, 3 00 

" Rope Driving 12mo, 2 00 

Gill's Gas an Fuel Analysis for Engineers 12mo, 1 26 

Hall's Car Lubrication 12mo, 1 00 

Jones's Machine Design: 

Part I. — Kinematics of Machinery Svo, 1 60 

Part n. — Form, Stren^h and Proportions of Parts Svo, 3 00 

Kent's Mechanical Engineers' Pocket-book. ...16mo, morocco, 6 00 

Kerr's Power and Power Transmission Svo, 2 00 
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HacCord's Kinematics; or, Practical MechanlBm 8to, 6 00 

** Mechanical Drawing 4to, 4 00 

" Velocity Diagrams 8vo, 1 60 

Mahan's Industrial Drawing. (Thompson.) Sto, 8 50 

Poole's Calorific Power of Fuels Sto, 8 00 

Reid's Course in Mechanical Drawing. Sto, 2 00 

" Text-book of Mechanical Drawing and Elementary 

Machine Design 8yo, 8 00 

Richards's Compressed Air 12mo, 1 60 

Robinson's Principles of Mechanism 8vo, 3 00 

Smith's Press-working of Metals 8vo, 3 00 

Thurston's Treatise on Friction and Lost Work in Machin- 
ery and Mill Work 8vo, 3 00 

" Animal as a Machine and Prime Motor and the 

Laws of Energ:etics 12mo, 1 00 

Warren's Elements of Machine Construction and Drawing. .Svo, 7 60 
Weisbach's Kinematics and the Power of Transmission. (Herr- 
mann— IGein.) 8vo, 6 00 

** Machinery of Transmission and Governors. (Herr- 
mann— IGein.) 8vo, 6 00 

** Hydraulics and Hydraulic Motors. (Du Bois.) .8vo, 6 00 

Wolflf's Windmill as a Prime Mover 8vo, 3 00 

Wood's Turbines 8vo, 2 60 

MATERIALS OF ENGINEERING. 
Bovey's Strength of Materials and Theory of Structures. .8vo, T 60 
Burr's Elasticity and Resistance of the Alaterials of Engineer- 
ing 8vo, 6 00 

Church's Mechanics of Engineering 8vo, 6 00 

Johnson's Materials of Construction Large 8vo, 6 00 

Keep's Cast Iron 8vo, 2 60 

Lanza's Applied Mechanics 8vo, 7 60 

Martens's Handbook on Testing Materials. (Henning.) . . . .8vo, 7 60 

Merriman'9 Text-book on the Mechanics of Materials. .. .8 vo, 4 00 

** Strength of Materials 12mo, 1 00 

Metcalf s Steel. A Manual for Steel-users 12mo, 2 00 

Smith's Wire: Its Use and Manufacture Small 4to, 3 00 

" Materials of Machines 12mo, 1 00 

Thurston's Materials of Engineering 3 vols., 8vo, 8 00 

Part II.— Iron and Steel 8vo, 3 60 

Part III. — ^A Treatise on Brasses, Bronzes and Other Alloys 

and their Constituents 8vo, 2 60 

Thurston's Text-book of the Materials of Construction. . . .8vo, 6 00 
Wood's Treatise on the Resistance of Materials and an Ap- 
pendix on the Preservation of Timber 8vo, 2 00 

'* Elements of Analytical Mechanics 8vo, 8 00 

STEAM ENGINES AND BOILERS. 

Oamot's Reflections on the Motive Power of Heat. (Thurston.) 

12mo« 1 60 
Dawson's " Engineering " and Electric Traction Pocket-book. 

16mo, morocco, 4 00 

Ford's Boiler Making for Boiler Makers 18mo, 1 00 

Goss's Locomotive Sparks 8vo, 2 00 

Hemenway's Indicator Practice and Steam-engine Ik^onomy. 

12mo, 2 00 

Button's Mechanical Ehigineering of Power Plants 8vo, 6 00 

" Heat and Heat-engines 8vo, 6 00 

Xent's Steam-boiler Economy ,8vo, 4 00 
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Kneasft's Practice and Theory of the Injector 8vo, 1 SO 

liaeCord'8 Slide-yalves 8vo, 2 W 

Meyer's Modem Locomotive Construction 4to, 10 00 

Peabody's Manual of the Steam-engine Indicator 12mo^ 1 60 

" Tables of the Properties of Saturated Steam and 

Other Vapors .8vo, 1 00 

'* Thermodynamics of the Steam-engine and Other 

Heat-engines 8vo, 6 00 

** Valve-gears for Steam-engines 8yo, 2 60 

Peabody and Miller. Steam-boilers 8yo, 4 00 

Pray's Twenty Years with the Indicator Large 8to, 2 60 

Pupin's Thermodynamics of Reve^ible Cycles in Gases and 

Saturated Vapors. (Osterberg.) 12mo, 1 26 

Reagan's Locomotive Mechanism and Engineering 12mo, 2 60 

Rontgen's Principles of Thermodynamics. (Du Bois.)... .8vo, 6 00 

Sinclair's Locomotive Engine Running and Management. . 12mo, 2 00 

Smart's Handbook of Engineering Laboratory Practice.. 12mo, 2 60 

Snow's Steam-boiler Practice 8vo, 3 00 

Spangler's Valve-gears 8vo, 2 60 

" Notes on Thermodynamics 12mo, 100 

Spangler, Greene, and Marshall's Elements of Steam-engineering. 

8vo, 3 00 

Thurston's Handy Tables 8vo, 1 60 

" Manual of the Steam-engine 2 vols., 8vo, 10 00 

Part I. — History, Structure, and Theory 8vo, 6 00 

Part II. — Desifi^, Construction, and Operation 8vo, 6 00 

Thurston's Handbook of Engine and Boiler Trials, and the Use 

of the Indicator and the Prony Brake 8vo, 6 00 

" Stationary Steam-engines 8vo, 2 60 

" Steam-boiler Explosions in Theory and in Prac- 
tice 12mo, 1 60 

" Manual of Steam-boilers, Their Designs, Construc- 
tion, and Operation 8vo, 6 00 

Weisbach's Heat, Steam, and Steam-engines. (Du Bois.)..8vo, 5 00 

Whitham's Steam-engine Design .8vo, 6 00 

Wilson's Treatise on Steam-boilers. (Flather.) 16mo, 2 60 

Wood's Thermodynamics, Heat Motors, and Refrigerating 

Machines 8vo, 4 00 

MECEANICS AND MACHINEBY. 

Barr's Kinematics of Machinery 8vo, 2 60 

Bovey's Strength of Materials and Theory of Structures. .8vo, 7 60 

Chordal. — ^Ebctracts from Letters 12mo, 2 00 

Church's Mechanics of Engineering 8vo, 6 00 

" Notes and Examples in Mechanics 8vo, 2 00 

Comp ton's First Lessons in Metal- working 12mo, 1 60 

Compton and De Groodt. The f^pced Lathe l2mo, 1 60 

Cromwell's Treatise on Toothed Gearing 12mo, 1 60 

" Treatise on Belts and Pulleys 12mo, 1 60 

Dana's Text-book of Elementary Mechanics for the Use of 

Colleges and Schools 12mo, 1 60 

Dingey's Machinery Pattern Making 12mo, 2 00 

Dredge's Record of the Transportation Exhibits Building of the 

World's Columbian Exposition of 1893 4t09 half mor., 6 00 

Du Bois's Elementary Principles of Mechanics: 

VoL I.— Kinematics 8vo, t 60 

VoL n.— Statics ..8vo, 4 00 

Vol. ni.— Kinetics 8vo, 3 60 

Du Bois's Mechanics of Engineering. Vol. I Small 4to, 7 60 

" " « « « Vol.n SmaU 4to, 10 00 
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Durley's Kinematics of Machines 8vo, 4 00 

Fitufirald's Boston Machinist lOmo, 1 00 

Flatner's Dynamometan^ and the Measuranent of Power. lEmo, S 00 

" Rope Driving 12mo, 2 00 

Goss's liocomotive Sparks Svo, 2 00 

Hall's Car Lubrication 12mo, 1 00 

Holly's Art of Saw Piling 18mo, 7« 

* Johnson's Theoretical Mechanics 12mo, t 00 

Johnson's Short Course in Statics by Qraphie and Algebraic 

Methods. {In preparation,} 
Jones's Machine Design: 

Part I. — ^Kinematics of Machinery 8to, 1 00 

Part II.—- Form, Strength and l^roportions of Parts.... 8to, .3 00 

Kerr's Power and Power Transmission 8^0, 2 00 

Lanza's Applied Mechanics 8^0, 7 M 

MacCord's £[inematics; or. Practical Mechanism 8to, 6 00 

" Velocity Diagrams :...8to, 160 

Merriman's Text-book on the Mechanics of Materials 8to, 4 00 

* Michie's Elements of Analytical Mechanics 8TO9 4 00 

Reagan's Locomotire Mechanism and Bngineering. 12mo, 2 00 

Raid's Course in Mechanical Drawing 8to, 2 00 

" Text-book of Mechanical Drawing and Elemental 

Machine Design 8yo, t 00 

Richards's Compressed Air 12mo, 1 60 

Robinson's Principles of Mechanism 8to, S 00 

Ryan, Norris, and Hoxie's Electrical Machinery. {In preparation.) 

Sinclair's Locomotiye-engine Running and Management. . 12mo, 2 00 

Smith's Press-worldng of Metala 8to, S ii 

" Materials of Machines 12mo, 1 00 

Spangler, Greene, and Marshall's Elements of Steam-engineering. 

Svo, 3 00 
Thurston's Treatise on Friction and Lost Work in Machin- 
ery and Mill Work Ovo, t 00 

" Animal as a Machine and Prime Motor, and the 

Laws of Energetics 12mo, 1 00 

Warren's Elements of MachiiM Oonstruetion and Drawing. .8to^ 7 60 
Weisbach's Kinematics and the Power of Trtmsmission. 

(Herrman— Klein.) Ovo, 6 00 

" Machinery of Transmission and Goyemors. (Herr- 

(man— Klein.) 9to, fit 

Wood's Elements of Analytical Mechanics 8yo, t 00 

" Principles of Elementary Mechanics 12mo, 1 26 

" Turbines 8yo, t 60 

Tlw World's Columbian Exposition of 180S 4to^ 1 00 

METALLTTEGT. 

Bgleston's Metallurgy of Silyer, Gold, and Mercury: 

Vol. LHSilver 8vo^ T 60 

VoL XL— Gold and Mercury 8to, 7 60 

** Ilea's Lead-smelting. . . . (Postage 9 cents additional) 12mo, 2 50 

Keep's Oast Iron 8yo, 2 60 

Kunhardt's Practice of Ore Dressing in Durope 8to, 1 10 

Le Ohatelier's High-temperature Measurwnentik (Boudouard— 

Burgess.) 12nio^ t ii 

Metcalfe SteeL A Manual for Bteel-users 12mo, t 00 

^8mith's Materials of Machines 12mo, 1 00 

Thurston's Materials of Engineering. In Three Parte 8to, 8 00 

Part n.— Iron and Steel 8to^ t m 

Part HL— A Treatise on Brassesb BnmMi and Oth«r Alloys 

and Thdr Oowtitaents 9r% I 60 
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HXNEBALOGT. 

Bwringtr's Description of Minerals of Commercial Value. 

Oblongy morocco, 2 M 

Boyd's Resources of Southwest Virginia Svo, SM 

** Map of Southwest Virginia Pocket-book form, 2 00 

Brush's Manual of Determinative Mineralogy. (Penfleld.) .8to, 4 00 

Chester's Catalogue of Minerals 8yo, paper, 1 00 

Cloth, 1 U 

" Dictionary of the Names <a Minerals Svo, S M 

Dana's System of Mineralogy Large 8to, haH leather, 12 M 

** First Appendix to Dana's New " System of Mineralogy." 

Large Ivo, 1 OU 

" Text-book of Mineralogy 8to, 4 00 

" Minerals and How to Study Them 12mo, 1 60 

" Catalogue of American Localities of Minerals. Large 8vo, 1 00 

" Manual of Mineralogy and Petrography 12mo, 2 00 

^gleston's Catalogue of Minerals and Synonyms 8yo, 2 M 

fiussak's The Determination of Rock-forming Minerals. 

(Smith.) Small 8yo, 2 00 

* Penfield's Notes on Determinative Mineralogy and Record of 

Mineral Tests 8yo, paper, 00 

Boeenbusch's Microscopical Physiography of the Rock-malung 

Minerals. (Iddmg's.) 8yo, 6 00 

* Tillman's Text-book of Important Minerals and Rocks. .8yo, 2 00 
Williams's Manual of Lithology 8yo, S 00 



Beard's VentUation of Mines 12mo, 2 M 

Boyd's Resources of Southwest Virginia 8yo, S 00 

** Map of Southwest Virginia Pocket-book form, 2 00 

* Drinker's Tunneling, £xplosiye Compounds, and Rock 

Drills 4to, half morocco, 26 00 

Eissler's Modem High Explosiyes 8yo, 4 00 

Fowler's Sewage Works Analyses 12mo. 2 00 

Qoodyear's Coal-mines of the Western Coast of the United 

States 12mo, 2 60 

Ddseng's Manual of Mining 8yo, 4 00 

•♦ Ilei?8 Lead-smelting 12mo, 2 60 

Kunhardf s Practice of Ore Dressing in Europe 8yo, 1 60 

ODriscoU's Notes on the Treatment of Gold Ores 8yo, 2 00 

Sawyer's Accidents in Mines 8yo, 7 00 

♦ Walke'e Lectures on Explosives 8vo, 4 00 

Wilson's Cyanide Processes. 12mo, 1 60 

WQsen's Chlorinatiott Prooees 12mo, 1 60 

WUson's Hydraulie and Placer Mining 12mo, t 00 

Wilson's Treatise on Practical sud Theoretical Mine Ventila- 
tion 12mo, 1 21 

SANITABT SCIENCE. 

lolweU's Bewengi. (Dedgning, Qonstnietiom and MalatsBanoe.) 

8yo, 2 00 

* Water-supply Enmeering Svo, 4 00 

ViMrtsa's Water and Public Health ...12mo, 111 

" Water^flltration Works 12mo^ til 
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Gerhard's Guide to Sanitary Houae-inspectioii 16mo, 

Goodrich'! Economical Dispoial of Towdb* BefuM. . .Demj Bwo, 

HaEen'a Filtration of Public Watw-suppliea Syo, 

Kiersted's Sewage Dispoeai 12mo, 

Leach's The Inspection and Analysis of Food with Special 

- Reference to State Control. {In preparation,) 
Mason's Water-supply. (C!onsidered Principally from a San- 
itary Standpoint. 3d Edition, Rewritten 8to, 

^ Examination of Water. (Chemical and Bacterio- 
logical.) i 12m0y 

Merriman's Mements of Sanitarr Engineering 8yo, 

Nichols's Wateir-suppiy. (Considered Mainly from a Chemical 

and Sanitary Standpoint.) (1883.) 8yo, 

Ogden's Sewer Design 12mo, 

* Price's Handbook on Sanitation 12mo, 

Richards's Cost of Food. A Study in Dietaries 12mo, 

Richards and Woodman's Air, Water, and Food from a Sani- 
tary Standpoint 8to, 

Richards's Cost of Living as Modified by Sanitary Science. 12mo^ 

• Richards and Williams^s The Dietary Computer 8vo, 

Rideal's Sewage and Bacterial Purification of Sewage Syo, 

Tumeaure and Russell's Public Water-supplies 8yo, 

Whipple's Microscopy of Drinking-water 8to, 

Woodhull's Notes on Military Hygiene 16mo, 



laSCELLANEOTJS. 

Barker's Deep-sea Soundings 8yo, 2 09 

SmmoiAs's Geological Guide-book of the Rocky Mountain Ex- 
cursion of the International Congress of Geologists. 

Large 8to, 1 60 

Ferrel's Popular Treatise on the Winds 8yo, 4 00 

Haines's American Railway Management. 12mo, 2 60 

Mott's Composition, Digestibility, and Nutritive Value of Food. 

Mounted chart, 1 26 

" Fallacy of the Present Theory of Sound 16mo, 1 00 

Bieketts's History of Rensselaer Polytechnic Institute, 1824- 

1894 Small 8yo, S 00 

Botherham'a Emphasised New Testament Large Syo, t 00 

Steel's Treatise on the Diseases of the Dog 8yo, 3 60 

Totten's Important Question in Metrology 8yo, 2 60 

The World's Columbian Exposition of 1893 4to, 1 00 

Worcester and Atkinson. Small Hospitals, Establishment and 
Maintenance, and Suggestions for Hospital Architecture, 

with Plans for a Small Hospital 12mo, 1 26 



HEBREW AND CHALDEE TEXT-BOOKS. 

Green's Grammar of the Hebrew Language 8yo, S 00 

" Elementary Hebrew Grammar 12mo, 1 26 

" Hebrew Chreetomathy 8yo, 2 00 

Ckeenius's Hebrew and Chaldee Lexicon to the Old Testament 

Scriptures. (Tregelles.) Small 4to, half morocco, 6 ii 

Letteris's Hebrew Bible 8yo, 2 26 
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